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PREFACE. 



The favourable manner in which my book on Hydraulic and 
Steam Lifting Machinery has been received, has led me to write 
another treatise upon a subject of equal interest to the Pro- 
fession. The object of the present work is the same as the last, 
not to discuss very rudimentary matters, but to afford practical 
information to Civil Engineers, Architects, and others, to assist 
those who require it and are specifying for such kind of work. 

It is hoped that the examples given, especially the data of 
working results, will prove of value to those who are seeking 
such information. All tables and other data may be relied 
upon ; facts only are stated, and no theories entered into. I have 
adopted the same plan as before, in writing this work in a short 
terse style, for the purpose of oflTering only practical matter in 
as few words as possible, having found this generally most 
acceptable to those who want information given in a small 
compass. 

Most of the work described is from my personal experience, 
except those matters specially stated. 

I have, in conclusion, to offer my sincere acknowledgments 
to several firms for their kindness and courtesy in furnishing 
me with particulars and drawings of their respective kinds of 
work. 

In offering the book to my professional brethren, I must 
ask their kind indulgence for all shortcomings, and hope it 
may meet with as kind a reception as my former literary 
efforts. 

FREDEEICK COLYEE, M. Inst. C.E., M. Inst. M.E., 

Civil Engineer, 



18, Great Geoboi Street, Wbstmiksteb, 8.W. 

June 1882. 



\ 



CONTENTS 



CHAPTER I. P^QB 

Introduction .. ,. .. .. .. 1 

Lift-Pdmpb: — For Water, Vinegar, Beer, Sewage — Well Pamps — 
Wells — Steam Pumps .. .. .. .. .. .. 2 to 16 

CHAPTER II. 

FoBc^-PuMPS : — Hydraulic Press Pumps — Steam Pumps — Donkey 
Pumps, &c. — Portable Steam Pumps — Horizontal Steam Pumps 

— Ditto Hand — Tar and Creosote — Fire Engines, Land and 
Water .. .. .. .. .. .. .. 17 to 30 

CHAPTER III. 

Cektbifuoal Pumps: — Gwynn^ and Appold's Chain Pumps — 
Sewage and Spiral Pumps "^ . . . . . . 31 to 38 

CHAPTER IV. 

General Remarks : — Horse-power required — Stand Pipes — Leather 
for Pumps — Valves — Speed through Pipes — Weight of Water 
Pipes — Water Meters — Valves — Arrangement of Pumps, &c. 

— Tanks, cast and wrought — Driving Gear — Arrangement of 
Pumps .. .. .. .. .. .. .. 39 to 46 

CHAPTER V. 

Air Pumps : — For Vacuum Pans — Steam Engines — Diving Purposes 

— Exhausting Chambers, &c. — Forcing Air in ditto — Blowing 
Engines — Root's Blower — Air Compressors — Hick's — Sturgeon's 47 to 56 

CHAPTER VI. 

Engines : — High-pressure Horizontal — Horizontal Condensing — 
Beam Condensing — High- and Low-pressure — Horizontal and 
Vertical — Beam — Simpson's *-• Easton's — Hick's — Davey's 
Differential Engines — Tables of Results .. .. .. 57 to 80 



VI CONTENTS. 



CHAPTER Vn. 

rAGB 

CoBNisH Ekgines : — Beam — Bull — General Remarks — Cost of Fuel, 
PampiDg, all expenses — Horse-power required to Raise Water — 
FoundatioDS .. .. .. .. .. .. .. 81 to 87 



CHAPTER VIII. 

BoiLEBS : — Vertical — Cylindrical — Cornish — Lancashire — Multi- 
tubular — Feed Heaters — Tube, &a — Donkey Pumps — Smoke- 
consuming Furnaces — Wright's — Juckes* — General Remarks — 
Fittings— Proving — Fuel 88 to 96 

CHAPTER IX. 

Engine and Boileb Houses : — Dimensions — Fittings — Engine 
Driver — Boiler Houses — Roofs — Stoking Space — Shafts — 
Labour in the House .. .. .. .. .. .. 97 to 100 



LIST OF DRAWINGS. 



No. 

1. Three-throw Lift Pumps. 

2. Well Pumps. 

3. Tonkin's Patent " Cornish " Steam Pump. 

4. The ** Model " Steam Pump. 

5. Airy and Anderson's Patent Spiral Pumps. 

6. Blowing Engines (Hick, Hai^raves and Co., of Bolton). 

7. Air Compressors for Mining Purposes (Ditto, ditto). 

8. Air Compressors for Colliery Purposes (J. Fowler and Co., of Leeds). 

9. Sturgeon's Patent Trunk Air Compressors. 

10. Horizontal High-Pressure Engines. 

11. High- and Low-Pressure Compound Beam Engines (Simpson and Co.)* 

12. High- and Low-Pressure Pumping Beam Engines (Ditto). 

13. High- and Low-Pressure Compound Beam Engines (Easton and 

Anderson). 

14. Horizontal Direct-acting Pumping Engines (Hick, Hargraves and Co.). 

15. Differential Pumping Engine (Hathom, Davey and Co.). 



16. 


Ditto 


ditto. 


17. ' 


Ditto 


ditto. 


18. 


Ditto 


ditto. 


19. 


Ditto 


ditto. 


20. 


Ditto 


ditto. 



21. Cornish Beam Engines. 

22. Cornish « Bull " Engines. 

23. Lancashire Boilers. 
„ Tube Heaters. 



i 



PUMPS AND PUMPING MACHINERY. 



CHAPTER I. 

INTRODUCTION. 

The author does not think it necessary to enter in to. a history 
as to the first use. of the ordinary pump, lift and force pumps 
^ of the usual type for domestic supply are now so well known 

/ that no notice need be taken of them. Descriptions of 

machinery at work, derived in most cases (except in some 
specially mentioned) from his own practice and experience 
are given. He would like it to be understood, where any 
data are given, especially as to the performance of machinery of 
any kind, that they may be taken in all cases as good average 
results, and not mere experiments. Dimensions are given 
of the leading apparatus connected with pumping machinery 
and plant, as well as various types of engines and boilers^ to 
indicate to those who have not had much experience ia\this 
class of work what they should specify in stating their wants. 
The author hopes it may prevent in future, to some extent, the 
issue of the crude specifications and drawings that are too 
often seen, especially as they place contractors who tender for 
the work in an unfair position. Where so much is left to their 
own ideas, it necessarily follows that the tenders are very wide 
as to price. In the present day, when the lowest tender is 
usually accepted, it is necessary to have all the details of a 
proposed work clearly defined, especially as to the leading 
dimensions and way of finishing the work. 

The subjects treated are pumps of various kinds, for water 
and other purposes, engines, boilers, and general machinery 
connected with pumping and water supply. In the class of 
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2 PUMPS AND PUMPIKa MAOHINEBY. 

steam and other special kinds of pumps, only those that have 
stood the test of good work, and that have come within the 
author's practice, are noticed ; there are, unfortunately, many 
in the market which give very poor results. In these cases it 
would be useless to describe what could not be recommended 
confidently for use. 

Several engines, pumps, &c., of a large class are described 
in detail, to give an idea of the dimensions of good types of 
work, which the author trusts will be of much service to some 
in determining the requisite proportions for kindred works. 
All dimensions and particulars of this kind are from actual 
examples of good work, and can be relied on for accuracyr 

In treating of water pumping for the supply of towns, the 
distribution of the water beyond the works is entered into but 
slightly, as this is not within the scope of the book, and also 
because such matters have been fully treated by others who 
have written upon the subject. 

Air pumps for various purposes are described in detail, both 
for exhausting, and for charging vessels with air under pressure. 
Blowing engines for steel and iron works are also treated, and 
examples given and data of working results. 

Lift Pumps. 

For pumping water from wells to the surface of the ground, 
or for raising water into elevated tanks, &c., for ordinary 
purposes, pumps of this class are usually employed. For 
raising water for factory and other purposes, single pumps 
may be used in some cases where the quantity of water is not 
large, and where a continuous flow is not a matter of much 
importance. In instances of this kind the pumps may be fixed 
to a cast-iron plate on the wall of a building, and worked by an 
eccentric or crank from any convenient shaft. The details of the 
pump barrels, valves, &c., do not much differ from the three-throw 
pumps next described, full particulars of which are given. 

Three-throw Pumps are the most eflBcient for raising water 
in any quantity from the surface, or from a depth not exceed- 
ing 25 feet below the suction valves ; they are fixed between 
A frames, and worked by a three-throw crank or eccentrics; 
they give a continuous flow of water, work eflSciently, with 
very little wear and tear, and being free from complications 
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are not liable to get out of order. The following is a descrip- 
tion of a set of 6-inch diameter by 18-inch stroke pumps (see 
Drawing Ko. 1) of this class, suitable for raising water under a 
" head " of say 60 feet to 70 feet above the pump barrels ; if 
for a greater lift, all parts of the pumps must be made stronger, 
the air vessels larger, and sundry other alterations in the details. 
Anything beyond this depth comes into deep-well pumping, 
which will be noticed hereafter (see p. 9). 

Pumps, 6 inches diameter by 18 inches stroke. — The barrels 
are 6 inches internal diameter, and are usually made with a stroke 
equal to 2^ to 3 times the diameter, and of gun-metal, f inch 
thick, with flanges at top and bottom, | inch thick, turned on the 
faces. A valve box of cast iron at top and bottom, divided into 
chambers for each pump, is fitted with valves and seats of gun- 
metal ; the area of these should be about ^ the area of the 
pump ; ample area should be given round the valves, to prevent 
undue friction in the water passing. At each valve and seat, hand- 
holes for the examination of the valves are provided ; they 
should have faced covers, and be secured by two bolts or studs. 
The valves should be made to rise upon a fixed pin, the seat 
being held in its place by a cross bar; the lift is regulated 
by the depth of the top of valve. For water, the valves may 
be gun-metal, with flat or conical face, or a disc of gun-metal, 
with indiarubber or leather fastened to same ; each valve and 
seat should be capable of examination, removal, adjustment, and 
re-starting in less than 10 to 15 minutes. 

The suction and delivery pipes may be equal in area to the 
diameter of one pump barrel. The barrels are attached to the 
valve boxes, named above, by means of flanges, secured by bolts 
and nuts. The pump buckets are of gun-metal, and packed 
with gasket, with valves of the same material, and m^de like 
the suction and delivery valves before described. 

The bucket rods are of copper or steel, 1| inch diameter, 
and are keyed to wrought-iron or steel cross heads, having steel 
rods keyed at the upper ends, which work through the cast- 
iron guide bars bushed with gun-metal, attached to the side 
A frames. 

The a Frames, in which the pumps are set, are of cast 
iron, made I section, well spread out at the feet ; these are 
carried on a base plate ; the facings are planed. The upper 
part of the frames are stayed with cast-iron stretchers, having 
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4 PUMPS AND PUMPING MACHINERY. 

bolts passing through the centre. At the top of the frames 
plummer blocks are fixed to take the crank shaft. In some 
cases the frames are fixed to a cast-iron bed plate, in others the 
feet are bolted direct to the stone bed. 

The Crank Shaft to work the pumps, should be of wrought 
iron or steel, and three-throw, the pins being the same size as 
the bearings, 3 J inches diameter by 3^ inches wide. Clarke's 
patent bent cranks make a good job, are economical, and 
strong ; it is advisable to have them shaped and got up bright 
to detect any defects, they should be made of scrap iron. 

The connecting rods are of wrought iron, and have gun- 
metal heads at the crank-pin end and forked ends, with gim- 
metal or strapped ends at the cross heads ; the diameter of the 
rods in the smallest part should not be less than 1^ inch, and 
each side of the forks of equal area to same. 

The guides for the pump rods are gun-metal bushes, fitted 
to cast-iron cross bars, attached to one set of the stretchers 
before named. The bushes are 2^ inches deep, and have a 
cupped recess at the top to receive the oil ; they are bored to 
receive the rods, and turned on the outside, the cross bars being 
bored out to receive them, the bushes are driven into these holes 
and riveted to secure them. 

The plummer-block bearings for the crank shaft should be 
3 J inches diameter by 4^ inches wide, fared at the base, and 
bolted to the top of the side frames, which are also faced at this 
part to receive them ; the holes are drilled and bolts turned ; 
this prevents movement, and takes oflf any strain. Wrought- 
iron keys are fitted at each end of the blocks, bearing against 
** joggles" cast on the top of the frames; this keeps them 
rigid; two steady pins should also be fitted to each of the 
plummer blocks, these pins should be at least f inch diameter, 
and perfectly fit the holes drilled in the frames. 

The suction pipes will not in practice draw from a greater 
depth than about 25 to 26 feet vertical below the suction 
valves, but the horizontal distance, provided the joints are 
tight, does not affect the question. It is advisable to have a 
catch valve in the vertical pipe, and one or more in the hori- 
zontal pipe, according to the length of the suction pipes. A 
rose should be fixed on the bottom of the pipe, to prevent grit 
and dirt getting into the pumps. The pipes may either be 
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copper or cast-iron faced flange pipes, in say 6 to 9 feet lengths, 
bolted together, or where the pumps are small, they may be of 
wrought iron, either screwed together by sockets, or flanged, 
screwed on, and bolted together. 

The delivery pipe should have an air vessel of copper or 
cast iron, fixed on or close to the top valve box, say 12 inches 
diameter by 3 feet 6 inches to 4 feet high ; this, if made of 
copper, should be 5 to 5 J ]bs. per superficial foot, and have a 
gun-metal flange brazed on the bottom | inch thick ; a draw- 
off cock must be fitted at the bottom of the air vessel. It is a 
good plan to have an air vessel on the suction also, especially 
where the pumps are some distance from the well, &c. 

Driving Gear. — Straps are the most suitable, working on 
to " fast " and " loose " pulleys ; the width of the strap for 
pumps of this size should be 4 J to 5 inches. The pulleys should 
be turned on the feice and coned to give a good grip to the strap ; 
the size of the pulleys on the crank shaft should not be less 
than 20 inches diameter by 6 inches wide. 

Tooth-wheel gear. — When these are used the pinion should 
have iron teeth, pitched and trimmed, and the wheel geared 
with wood cogs. The pinion should have a clutch cast on, to 
allow it to be thrown out of gear when required. No fixed rules 
can be given as to the diameter and number of teeth, as it will 
vary according to the size of the pumps, their speed, and the 
" head " of water to be pumped. 

Number and Diameter op Pumps. 

It is not usually advisable to have more than three pumps 
in one set, or the size to exceed 7 to 8 inches diameter by 
24 inches stroke, extra sets being provided to give the power 
required for the particular case. The advantage of this arrange- 
ment is that, in the event of a break-down, spare sets are 
available to carry on the work, and do not cause a complete 
stoppage of the pumping operations. This important fact should 
always be remembered. 

When pumping on a large scale and for special purposes, 
a battery of pumps of ten or twelve may be fixed in a pump 
house ; in this case they may be attached to cast-iron girders, 
which are built into the walls of the room at each end. The 
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pumps have separate valve boxes, suction and delivery pipes, 
or the valve boxes top and bottom may be arranged in sets of 
three and foar pumps each. 

They are worked by one over-head shaft carried on brackets, 
&c., having eccentrics keyed on for each pump. The guides for 
the pump rods are the same as before described. To throw the 
pumps out of gear the cross heads slide on the steel pump rods 
when the keys are disengaged. In a case of this description, 
the shaft should be driven by a separate engine and by strap 
gear, and a duplicate engine provided in case of a break-down ; 
and where there are more than six pumps, the top shaft should 
be divided in the centre and fitted with clutch gear, to throw 
in and out as desired. The object of this arrangement is to 
allow part of the gear only to work if a portion of the pumps 
are out of action, thus saving unnecessary wear. 

EcGEKTBiGs do not cause any more friction than cranks, but 
care must be taken that the shafts are strong, say in the above 
case not less than 3^ inches diameter at the smallest part for 
6- and 7-inch diameter pumps. Bearings must be provided at 
every three pumps to keep the shaft rigid ; loose collars should 
be fitted at each side. The straps of the eccentrics should be 
wide and the connecting rods stiff where the lift is heavy, and 
should be braced from the sides of the straps at the bolts. 

Large lubricators should be fitted to each eccentric, and care 
taken to see that they are well charged with oil to ensure free 
lubrication; the top half of the strap must be channelled to 
allow free passage for the oil. 

Speed of Pomps. — It is always advisable to work pumps at 
a slow speed. For 3 and 4 inches diameter, 30 strokes ; 5 and 
6 inches, 20 strokes ; and 7 and 8 inches, 16 to 18 strokes per 
minute. Very little is gained by over-driving pumps, as the 
** slip " through the valves is much increased, and the wear and 
tear also, owing to the heavy shocks to which they are 
subjected at the closing of the valves. 

Pumps for Special Woek. 

Beeb Pomps. — The barrels should always be made of gun- 
metal, the valve boxes may be of same material for small 
pumps, and for large sizes of cast iron ; the buckets and valves 
of gun-metal. In some cases canvas valves are used; they 
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are not, however, to be recommended, as they are apt to foul, 
and are always di£Scult to keep clean, which is a most important 
consideration in pumps of this class. Indiarubber or leather for 
the valves or the buckets should never be used. 

For an ordinary brewery, 4, 5, and 6 inches diameter 
pumps are the best sizes, and the stroke about three times the 
diameter. One duplicate set should always be kept for use in 
case of any break-down ; it is advisable to work all the pumps 
at regular intervals to ensure their being in proper working 
order when wanted. 

The speed should not exceed, for pumps 4 inches say 
25 strokes, 6 inches 20 strokes, and 6 inches 18 strokes per 
' minute. 

The general details of the pumps in other respects are the 
same as described at pp. 3 to 5. Most parts of the pumps and 
gear should be got up bright in order to keep them clean 
more easily, and save labour. 

Tar and Ammoniacal Liquor Pumps for Gasworks. — 
The barrels, valves, and valve boxes should all be made of 
cast iron ; the pump rods of steel or wrought iron. 

All joints should be faced and holes drilled ; the valves must 
have free area and rather small lift. Each pump as a rule is 
fitted with a separate suction f^nd delivery valve box, and with 
separate pipes, to use singly in case of a break-down of any one 
of the pumps. The suction and delivery pipes should be equal 
to about i diameter of the pump, bends should be avoided when- 
ever possible, and elbows should never be used. 

Air Vessels should be cast iron of ample capacity, and 
provided with draw-oflf cock at the base ; balloon^shaped vessels 
act the best, and retain the air longer than when made parallel 
in diameter. The delivery pipe should be at the bottom of the 
air vessel, dip pipes at the top are not so good, they take out 
too much of the contents of the air vessels. 

The valve chambers must have ample area, and the bonnets 
to the valves should be large, to enable the valve and seat to be 
removed and replaced rapidly in case of any obstruction causing 
a stoppage. The bonnets should be attached by two or four 
bolts according to the size of the pump, or studs may be used ; 
in all cases the bonnets and seats must be faced and the 
holes drilled, with steady pins, to ensure the bonnets being 
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fixed in the proper place each time the joint is broken and 
re-made. 

In large pamps where the rods are liable to get cnt, wronght- 
iron rods may be cased with cast iron ; they stand the wear well, 
as there is little or no chemical action upon cast iron from tar 
or any of its constituents ; the wrought-iron rods must be turned 
rather rough, and after the cast iron is run on they should be 
left in the sand to anneal for several hours to prevent any sudden 
contraction, the surface of the cast-iron casing is then turned 
and polished. 

These pumps in small places are used single, fixed to a cast- 
iron plate attached to the wall, and worked by wheel, gear, or 
straps. The speed should be slow, to allow the valves to close 
at the end of each stroke. 

Messrs. George Waller and Co., of Southwark, have been 
very successful in the manufacture of this class of pump. It 
may be remarked that tar pumps should always be free from 
complication. The author does not recommend the use of 
double-acting pumps for this purpose, the valve arrangements 
are too complicated, and are liable to get out of order and 
cause a stoppage to the pumps. 

YiNEOAB Pumps are made much the same as the ordinary 
lift pumps, except that the barrels are sometimes made of glass 
or vulcanite ; they stand very well, and give very little trouble. 
In old times the barrels used to be made of wood, and were 
worked by long poles and " rockers " to each pump. These 
poles reached in some cases 100, 200, and 300 feet. Although 
very cumbersome, they did the work very well, but the cost of 
repairs was always heavy. Pumps for this purpose are usually 
used as single pumps, to pump the vinegar into the various 
separate vessels. The details of the pumps are much the same 
as for ordinary lift pumps in other respects. 

Sewage Pumps. — ^Where lift pumps are used, they should 
be made of cast iron with leather buckets, and valves of same 
material. The area through the valve seats and the valve boxes 
should be ample, and means of getting at all parts of the pumps 
should be carefully considered. The general details of the 
pumps in other respects do not differ from those before de- 
scribed. In many cases force pumps are used with both open 
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and closed tops. The most suitable valves are of leather, and 
of the clack kind, weighted on top with gun-metal or wrought- 
iron plates. 

Well Pumps (Drawing No. 2). — The details of the pumps 
as to the method of construction are much the same as described 
on p. 3 to 4. The valves, however, diflFer according to the size 
of the pumps and the " head " of water to be pumped. This will 
be more fully treated hereafter. 

The pump barrels must be made of sufficient thickness to 
take the pressure according to the " head " of water under 
which they are worked, and, instead of being connected by 
flanges to the top and bottom valve boxes, they are checked 
into recesses in the boxes, and secured by long bolts, which pass 
through the top and bottom boxes, and so hold them firmly 
together. The valve boxes must be extra strong, varying in 
thickness according to the " head " of water pumped. The lower 
valve box should not be more than 10 to 15 feet from the surface 
of the water. 

Where the well is deep and the water rises above the 
barrels, they should be extended to the surface by bolting on 
sufficient pipes, and the upper valve box fixed near the top of 
well, with the stuffing boxes and glands placed convenient for 
packing. Each of these pipe barrels forms its own rising main, 
and has its own separate chamber and valve. 

The suction valves and the seats, which are of gun-metal 
and conical in shape, are of less diameter outside than the 
bore of the barrels ; the seats have a bridge cast on, and are 
drawn to the surface by means of a chain and hook when it is 
necessary to make an examination. In this case they work in 
separate boxes. 

AiB Vessels should be fixed on the lower valve box, and 
where there is not room in the well a separate chamber can be 
constructed in the side walls for same. They can be made of cast 
iron or wrought iron, should be of ample size, and provided 
with a cock to drain the rising main and admit air at certain 
periods ; gear to control this cock must be carried to the top 
of the well. The air in an air vessel after a short time becomes 
absorbed by the water, and if not occasionally re-charged, it 
becomes useless ; in some cases small air pumps are used at 
the surface to force air through pipes carried down the well to the 
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air yeesel. A large air veasel should also be fixed at the top 
of well; this should be wrought iron for large pumps; and on 
the delivery main should be a safety valve to take off any shock 
in case of stoppage anywhere in the pipes. 

The air vessels at top, when of wrought iron, should be 
made -nr ^ I i^<^^ thick, according to the pressure, and with 
double riveted joints, the edges of the plates planed and all 
holes drilled. When there is su£Scient room they should stand 
upon the floor of the engine house. Draw-off cocks and air 
cocks, also water gauge and pressure gauge should be provided. 

Valves for Deep Wells. — The best pump valves are those 
made upon the Cornish plan, double beat, all gun-metal, as 
named hereafter. Valves for lifts of more than 50 feet for 
small pumps should be of the spindle kind, or made to rise 
on a fixed centre pin. Flat faces for metal valves are as a rule 
better than conical faces, more especially where the water is 
gritty. *' Wing valves " should never be used ; they often give 
trouble by sticking. The valves for well pumps, especially 
when for deep lifts, should have free area, as well as all the 
passages and pipes. No .sharp angles should be allowed any- 
where, and all bends should be easy. " Tee " connections should 
enter the main pipes by easy curves, and not at a sharp angle 
as generally made. Square or round " elbows " should never 
be used; when there are any unavoidable sharp bends, air 
cocks should be provided and fixed on the lend to let out the 
air and ensure perfect circulation of the water. 

For small-size pumps and low lifts, where the water is very 
sandy or gritty, " clack valves " may be used in some cases with 
advantage. These can either be made of gun-metal or leather 
backed with gun-metal ; the leather must be thick, oil dressed, 
of the best quality, and carefully faced. 

Where these valves are used for large pumps, a small valve 
is fitted on the top of the large valve, to take off th« shock, on 
account of the smaller area : this closes and opens first, and so 
relieves the pumps. These act very well, are very simple, and 
not liable to get out of order. 

CoBNiSH Valves are made of gun-metal, with "double 
beats," and have hard wood faces, or gutta-percha working on 
gun-metal flat faces. The bucket valve is made in the same 
way. The suction valves usually have three or four beats. 

There are several modifications of this valve, with two, three, 
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and four beats or faces; bat although they are somewhat 
cheaper in first cost, the author does not recommend their use, 
as many are very complicated, apt to stick, are noisy in work- 
ing, cause much vibration in the machinery, and consequent 
extra friction. 

For deep pumping, with pumps say from 6 inches diameter 
and above, the " Cornish " are the most efficient valves, and as 
they last a long period without getting out of order, will be found 
the cheapest in the end. 

Indiarubbeb Valves can be used for light lifts and pumps 
of small diameter. They should always be made to rise on a 
fixed centre-pin, secured to a top plate of gun< metal, and have 
a bush of the same material at the centre. In some cases thick 
leather may be used in lieu of indiarubber, plated in the same 
way as before described. Indiarubber valves should not be 
used to turn up against an iron guard, as they wear at the 
centre part where they are held down, and fail in a short time ; 
when indiarubber valves were first introduced they were made 
on this plan, but they never have acted so well as when made 
on the first named system. 

A plan has been tried with two, three, and four separate 
discs of indiarubber, with holes in same, placed one above the 
other ; they do not always act very well, and for deep lifts should 
never be used. The red rubber in all cases stands the best, and 
should not be less than ^ inch thick ; the thickness will vary 
with the size of the pump and valves. The grids on which the 
valves work should always be faced, and the holes carefully 
proportioned to the size of the valves; they may either be 
made of cast iron or gun-metal, the latter are the best. 

The Pump Bucket Rods should either be made of copper 
or steel — ^the author prefers the latter. The connecting pump 
rods, for deep wells, can be of wood bound with iron, or they 
may be wrought-iron rods or tubes connected together with gun- 
metal sockets. The wood rods answer well, are both light and 
rigid, and last for many years. 

Girders with guide rollers attached should be fixed at every 
7 or 8 feet from the top of delivery valve box to the top of 
well, except where the barrels are carried up to the top of the 
well as before described, when they are not required. 

Top Driving Gear. — The crank shaft should have three 
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throws and be made of steel or wrought iron ; steel is the 
best^ and the extra cost not large, they are cut out of the solid, 
the pins must be the same diameter as the bearings. The 
plummer blocks should have gun-metal bearings not less than 
2 diameters in length. The ends of the connecting rods should 
be solid gun-metal attached to "f-heads forged on the wrought- 
iron rods ; the fork ends should be made either with solid gun- 
metal ends, or may have strap or fork ends fitted with bearings, 
and adjusted with gibs and keys. 

The crank shaft should be driven by tooth gear from a shaft 
haying a pinion with iron teeth pitched and trimmed, and a 
clutch to throw out when required ; the wheel on the crank 
shaft should be a mortice wheel (the width of the teeth should 
be rather less than the pinion). 

Eccentrics may be used in lieu of cranks for small pumps 
(say to 5 or 6 inches diameter barrels), and when the lifts are 
low; in this case the shaft should be not less than 4 to 4^ 
inches diameter, and fitted with a centre bearing, this prevents 
it from springing and saves vibration of the rods and gear, and 
consequent extra wear. 

The straps of the eccentrics should be wide, and either made 
of gun-metal or lined with same. The width of the bosses 
should equal Ij diameters of the shaft, and be fitted with 
wrought-iron hoops shrunk on each side to strengthen them. 
The keys must have sunk beds and very little taper ; for large 
sizes two keys should be used. In all cases the keys must be 
very carefully fitted. 

There is an advantage in using eccentrics ; if a break-down 
in the gear takes place they can be more rapidly repaired than 
when cranks are used. In several cases in the author's experience 
he has put in new gear in four days after the fracture, when ten 
days at least would have been the shortest time to replace a 
crank-shaft, even of small size. 

The eccentric rods should be braced ; when this is done the 
rods may be made of less diameter, and will be more rigid than 
single rods. Check nuts should be fitted to the bolts at the 
lugs of the eccentrics and the keys to the rods cross-pinned 
when made with a socket; it is, however, preferable to make 
them with a T-head fixed to the strap by two bolts, which 
should be turned and fit in drilled holes. 

Girders for Fixing Pumps in Wells should be cast iron. 



DETAILS OF PUMPS. 13 

rest on stone templates, firmly built in the wall at least 12 to 
14 inches on either side, and run in Portland cement. Many 
serious fractures may be traced to the careless way of fixing 
sometimes employed by unskilful workmen, especially in deep 
wells and where much supervision cannot be given. Where the 
well is in chalk or soft stone, and not lined with brickwork or 
stonework, the part where the pump girders rest must be cut 
out, and sujQScient brickwork or masonry put in to ensure a per- 
fectly solid bed, and prevent any crumbling of the materials, 
which would be caused by the strain of the pumps, especially 
when working under heavy " heads." 

All faces on the girders should be planed and the bolt 
holes drilled. When the pumps are large and the valve boxes 
heavy, two extra girders must be fixed for the lower valve box 
to rest on, built in as before described. In some cases it is 
advisable to connect these two sets of girders with iron framing, 
to increase the rigidity and spread the strain over a double 
base ; the stone templates should not be less than 12 inches 
thick, and at least 12 to 18 inches wide by 18 inches long. 

Stages of wood or iron should be fixed in the wells at each 
10 or 11 feet, and iron well ladders provided, to allow of easy 
and rapid access to the rods and valve boxes in case of any 
stoppage. Cast-iron open-grated stages, supported on wrought- 
iron girders, are the most suitable, and in the end prove the most 
economical ; at the level of suction valve box of the pumps a 
stage should be carried across the well, filling up the space 
between the pumps, a trap-door being left to give access to the 
suction pipe. This plan prevents accident, in case of any of 
the men slipping they cannot fall into the water ; every possible 
precaution should be taken to avoid accidents. 

Position op the Pumps in the W^ell. — Provision should 
be made for fixing duplicate pumps, and to allow of this, each 
set of pumps is fixed near the side of the well, with separate 
rising mains, and top driving gear; arrangements must be 
' made to use either one or two sets of pumps, should necessity 
require. In the case of water supply to a town or public 
establishment, provision should always be made to meet a 
sudden emergency. 

Lift Pumps are used for various other purposes, with 
barrels made of glass, pewter, lead, and other materials. They 
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do not, however, much differ from those preTionsly described, 
except in minor details, which are too minute and would take 
up too much space to describe here. 

The speed of h'ft pumps depends upon the liquid to *be 
pumped. They always perform better duty when driyen at a 
low speed, as it allows the valves to close beFore another stroke 
is taken, so avoiding slip. 

Quality of Pumps. — Until late years lift pumps of mode- 
rate size were made in a very indifferent way, by "pump 
makers " ; engineers did not care to make them, owing to the 
unfair position they were placed in as to price, on account of 
the inferior quality of the workmanship and materials of many 
makers. The use of inferior pumps is very false economy, as 
the bad results they give in working, and consequent loss, 
much more than counterbalance the extra first cost of a really 
good and well-made apparatus. The author feels he cannot too 
fully recommend all designers and users of pumps to have the 
best class only, and by an extra outlay at first to avoid trouble 
in the subsequent working. 

Wells. 

For ordinary water supply a few remarks are here given on 
wells, merely as a guide, as the subject is extensive, and beyond 
the scope of this book. 

When the water to be pumped is for domestic use or manu- 
facturing purposes, unless chalk or hard rock is passed through 
at or near the surface, the sides are usually lined with c«ist-iron 
cylinders, sunk as the well is dug. These cylinders have 
internal flanges, bolted together in about 6-feet to 7-feet 
lengths ; the diameter of the cylinders depends upon the size 
of the pumps, and varies from 3 feet to 8 or 9 feet internal 
diameter ; they are carried down a suflScient depth to shut out 
the surface water. The depth of the top well depends upon the 
height the water rises, and the quantity required ; after about 
100 to 200 feet, if water is not met with of the requisite quantity 
and quality, a bore hole is sunk and pipes driven. Six-inch 
diameter pipes are the smallest size to give a supply of any 
moment ; the size of the tubes depends upon the depth to be 
bored. Where there is little surface water and the strata passed 
through are solid, the top well may be lined with brickwork set in 



STBAM LIFT PUliPS. 15 

Portland cement, or the lining may be made in Portland cement 
concrete; this, however, must be executed with the greatest 
care by skilled men, and with the best materials. In this case 
a drum of wood, equal in diameter to the internal size of the 
well, is used, and the concrete filled in at the back ; the details, 
however, cannot be entered into here. Any one wishing further 
information, is referred to the author's book on 'Breweries and 
Maltings ' (Spon).* 

The above remarks as to wells are given merely as an out- 
line of what is usually required ; the construction nearly always 
depends upon special circumstances; it is advisable to have 
professional assistance from those experienced in such matters, 
otherwise a large amount of money may be lost. It must 
be remembered well-boring is a costly operation, and there is 
much uncertainty of finding water even in a district where 
there are other wells yielding a good supply ; this is on account 
of the *' faults '* met with in the strata. A small test bore-hole 
is usually sunk first to ascertain the strata to be passed through 
and the probability of finding water; if water is not found 
another one is sunk. 

Steam Lift Pumps. 

In large places, where water, beer, or other liquids have to be 
pumped from a lower to an upper vessel, a battery of pumps, say 
six or eight, may be set in a cast-iron frame and entablature, 
worked by a pair of steam cylinders fixed in the centre between 
the two sets or on the outside of the frames. The valve boxes of 
each set may either be connected, with one rising main to each 
set, or separate valve boxes and mains fitted to each, so as to 
pump separate liquors, &c., to various apparatus situated at 
difierent parts; this is a very good arrangement, and where 
the shafting is at some distance it is very economical in 
working. The length of the steam pipe from the boilers is not 
of much moment, provided it is well clothed and protected, to 
save condensation. The advantage of this kind of pump is, 
they can be started at any time, entirely independent of the 
rest of the machinery, thus saving the wear and tear of long 
lengths of shafting, also the risk of stoppage from fracture, 
straps slipping, and other causes. 

* 'Breweries and Maltings; their Arrangement, Gonstmction, Machinery, 
and Plant.' E. & F. N. Spon. 
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The steam cylinders are connected by spur and tooth gear 
to the crank shafts of the pumps, and are worked at a slow 
speedy not exceeding 18 to 20 strokes per minute for 6 inch 
and 7 inch pumps. The framing and machinery must have a 
solid foundation in brickwork^ and be secured to same by bolts, 
3 feet to 3 feet 6 inches long, with large plates and collars. 
The base plate of the pump should rest upon a "York" bed- 
stone, not less than 9 inches to 12 inches thick ; all the work 
should be done in Portland cement. The brickwork should rest 
upon concrete of a thickness varying according to the kind of 
bottom foundation; but in all cases it should be at least 
12 inches wider on all sides than the footing of the brickwork, 
to ensure a good base. Much expense is saved in the repairs 
of the pumps, &c., by having a solid foundation. There are 
various forms of these self-contained pumps, but the details do 
not much di£fer from that described above. 
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CHAPTER 11. 



FOBOB PUMPS. 



Plunger Pumps por Water. — These are made with cast- 
iron or gun-metal bodies, and the plungers of gun-metal, the 
valyes and seats of the same materials. The plungers are cast 
hollow and when from 3 to 4 inches diameter should be j^ to 
^ inch thick. 

The valves are fitted in a box or chamber, one on either 
side of the barrel, a bonnet or cover is provided at each valve 
to allow of examination and adjustment when necessary. The 
best kind of valves are the spindle kind, the seats being fitted 
into bored recesses ; at the bonnets set screws should be fitted 
to regulate the lift of valves. The area through the valves 
should be about one-fourth the area of plungers, the annular 
space in the chamber round the valves should be rather more 
to avoid friction. 

The connecting rods are wrought iron, and attached to the 
plunger by steel pins ; the width of the eyes of the rods should 
be at least double the diameter of the pin, and in large pumps 
should be fitted with brasses capable of adjustment as wear 
takes place, by setting up a key. When the distance from the 
driving shaft to the top of plungers is small the rods may be 
attached to the bottom of the plunger, which is left open for 
this purpose ; it gives a longer connecting rod, and acts as a 
better guide for the plunger in the barrel. 

Pet-cocks should be fitted both at the suction and delivery 
boxes to discharge the air and ensure the perfect action of the 
pumps at each stroke. 

The pumps can either be set in a frame three in each set, 
or arranged as described at p. 6, and worked by top shaft and 
eccentrics. The rods should have bored sockets and keys to 
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allow any of the pumps to be disengaged without stopping the 
rest Each pump has separate suction and delivery pipes. 

Safety Valves should be provided at the delivery mains 
to take off the shock in case of any undue pressure, the acci- 
dental closing of a valve^ or any stoppage in the pipes. 

When this class of pumps are used for sugar liquor they 
must be made entirely of gun-metal, the valves in this case 
should have rather larger area than when used for water, and 
the sizes of the suction and delivery pipes increased ; this saves 
friction, which is rather heavy when pumping this kind of fluid. 
Air vessels of ample size should always be provided on the 
delivery main. 

Well Pumps (Force) are made upon this plan, especially 
where a single pump only can be used ; they are generally made 
double acting, all the valves being gun-metal, and either clack 
or spindle kind before described, or on the Cornish plan. 

For deep well pumping upon this plan see separate de- 
scription, pp. 75-81. 

Hydraulic Press Pumps. 

These pumps are usually made of gun-metal, with the 
chambers and valve boxes of same material ; for small places, 
where one or two presses only have to be supplied, two or more 
1-inch diameter and two or more 2-inch diameter pumps are 
set in a tank of water and worked by hand levers or by shafting 
and gear ; for full description of these pumps see the author's 
book on * Hydraulic Lifting and Pressing Machinery.' * These 
pumps being of a very special character, hardly come under the 
head of ordinary water pumping. It is sufiBcient here to say the 
work must be of the highest class, and made very strong. The 
pipes should be of thick copper, or may be Perkin's patent 
hydraulic pipes. The pressure to be borne is from 2 to 5 tons 
per square inch. The pumps are worked by hand or steam 
power, either by steam cylinder direct or from adjoining 
shafting. 

Steam Force Pumps (Vertical). 

A set of three, six, or more pumps are set in a frame and 
worked by two steam cylinders, one fixed on each side of the 

♦ * Hydraulic, Steam, and Hand-power Lifting and Pressing Machinery.* 
London : E. k F. N. Spon. 
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frame. The steam cylinders have the usual connecting rods 
working on to one crank shafts connected by spur-wheel gear 
to the pump shaft; the rods have bored sockets, as before 
described, to disengage by drawing out the keys, when required 
to stop the pumps. The suction and delivery pipes are either 
made separate to each pump or one to each set of three ; the 
area of the pipes must in all cases exceed the area of the valves, 
to save friction. All sharp bends must be avoided, this is a 
most essential matter with this kind of pumps. 

There are many purposes to which pumps of this kind can be 
applied, viz. : — Feeding a line of boilers, pumping for hydraulic 
press work, or hydraulic lifts, creosoting apparatus, &c. 

The speed should not exceed 30 to 40 strokes per minute 
for 3 inch to 4 inch diameter plungers. Air vessels of ample 
capacity should always be provided with the fittings previously 
described ; these vessels may either be made of copper or of 
cast iron. Safety yalves must be proyided on the pipes near the 
air vessels ; the levers of the valves should be well fitted and 
graduated for the weights. The foundations for the pumps 
should be made as described at p. 16. The depth of the 
brickwork will, however, depend upon the head or pressure on 
the pumps, their size, the nature of the ground, and other cir- 
cumstances. 



Steam Donkey Pumps (Direct Acting). 

There are many forms of these ; the author considers the 
"Model" pump made by Messrs. Thomewill and Warham, 
and Tonkin's patent pumps are the best of their particular 
class, either of which can be worked at a slow speed and 
can be started easily. As a rule steam pumps worked by 
" tappets " are not economical as to steam used, and are apt to 
stick and give trouble ; those made with crank-shaft fiy-wheels, 
and with eccentrics for working the slides, are free from the 
above objections, and are very economical as to the steam used. 
One great advantage with independent direct-acting pumps is, 
that being self-contained and the driving power forming part 
of the machine, they can be fixed anywhere without any regard 
to the distance from the boiler, they can be started at any time, 
and when no pumping is required the machinery stands, and no 
wear and tear takes place. They are in some cases fixed a 

c 2 
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short distance down a well, the steam being carried down 
through a pipe covered with composition, passing through 
another large pipe to protect it 

Tonkin's Patent " Cornish " Steam Pump (Drawing No. 3). 

Tonkin's patent direct-acting steam pump consists of a 
steam and pump cylinder, placed in a line with each other 
and connected by a distance piece fitted with the usual stuffing 
boxes, the end flanges form the covers for both cylinders; 
the steam piston, which is of the usual form and size, is 
fixed on the same piston rod as the pump bucket. The pump 
is double-acting, and fitted with the ordinary pump valves. The 
special feature of this steam pump, however, is the means 
adopted for reversing the main slide valve by steam abney with- 
out the intervention of any crank shaft, eccentric, tappets, 
levers, or other mechanical motion. 

The steam cylinder is provided with the usual steam 
passages and exhaust port, opening out on the slide valve facing 
as usual ; but these cylinder ports, together with the steam 
chest, are arranged at the side of the cylinder, and kept low 
enough down to enable all condensed water to at once drain out 
of the cylinder through the exhaust port. The slide valve is 
of the engine form, but it is moved to and fro by a long 
cast-iron piston, having projections cast on it, which are fitted 
over the back of the slide valve, thus allowing it always to 
work steam-tight on the cylinder face notwithstanding wear. 

This slide-valve piston moves to and fro in the bored ends 
of the steam chest, which have covers bolted on, thus forming 
small cylinders at each end. This slide-valve piston is also 
bored out, and the ends closed by caps screwed in steam-tight ; 
inside this slides a plain cast-iron piston valve, not con- 
nected to the slide valve, but provided with a port towards 
each end to enable it to admit or exhaust steam from the ends 
of the slide-valve piston as Required. These ports are so 
arranged as to be always in communication with the respective 
outside ends of the slide-valve piston, through side passages in 
the same; and they are, by the movement of the inside 
piston valve, alternately put into communication either with 
one of the steam holes or the exhaust slots in the outside 
slide-valve piston, thereby admitting steam to one end of it 
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and exhausting the steam at the same time from the other 
end through the side passages, in such a manner as to cause 
the outside valve piston (carrying the slide valve with it) to 
follow the movement of the inside piston valve. The steam 
holes in the slide-valve piston open direct to the steam 
space in the steam chest ; the exhaust slots are in communica- 
tion with ports cast in the bottom of the steam chest, which are 
led across and past each other into the main cylinder passages 
at the opposite ends, these passages being of course open 
alternately to the exhaust pipe through the slide valve. 

In order to give motion to this inside piston at the 
completion of the stroke of the main piston, the ends of the 
valve are, by the previous movement of the outside slide-valve 
piston, put in communication alternately, through a hole at 
either end, with small ports in the top of the steam chest 
and leading down to near each end of the main cylinder. 
When the main piston arrives at the end of its stroke in either 
direction, it uncovers one of these small ports, and the steam 
behind it passes up this port and through the hole in ^e 
outside slide-valve piston to act on one end of the inside piston 
valve, and move it over ; the opposite end of this inside valve 
being then open to the exhaust slot in the bottom of the slide- 
valve piston, through a small hole which is then uncovered, the 
exhaust steam passing from this slot through one of the bottom 
ports in the steam chest into the cylinder passage, which is then 
open to the exhaust owing to the position of the slide valve. 
This movement of the inside piston valve will be immediately 
followed by that of the outside slide-valve piston (as previously 
described) in the same direction, carrying the slide valve with it 
and so reversing the flow of steam in the main cylinder. 

Both the slide-valve piston and the inside piston valve are 
cushioned on steam at the end of their strokes by passing over 
and closing their respective exhaust ports, the edge of the inside 
piston valve closing over its small exhaust hole, and the end 
of the exhaust slot in the slide-valve piston passing over and 
closing the exhaust port in the bottom of the steam chest at 
either end. The main piston is also cushioned in a similar 
manner, the cylinder passages entering the cylinder a short 
distance from each end, so that the piston, when near the end of 
its stroke, passes over and closes them, and so cushions itself on 
the imprisoned steam. Thus the momentum of the main and 
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valve pistons are checked, and striking the cylinder and 
steam chest covers is effectually prevented. This small inside 
piston valve, an4 the slid'e-yalve piston with its slide valve, are 
the only two moving parts in the valve gear. An outside handle 
is provided for moving the steam valves at any time when de- 
sired, this handle being connected with a finger inside the steam 
chest engaging in a slot in the valve pistons, but with sufficient 
clearance at the ends to allow the handle to remain stationary 
during ordinary working, as the valve pistons do not move far 
enough to touch the inside finger. 

From the above description it will be seen that the opera- 
tion of moving the slide valve is very simple, and the arrange- 
ment has the following special advantages : — 

1st. — Great economy in first cost, and absence of liability to 
injury arising either from external violence or from stoppage or 
loss of water in the pump ; the delivery pipe may be suddenly 
closed or air admitted to the suction without any damage what- 
ever occurring. 

2nd. — Greater durability from the absence of tappets, or any 
mechanical contacts between the piston and the steam valves ; 
and also from the efficient cushioning of all the moving parts. 

3rd. — Greater certainty of action at all speeds, however slow, 
as the two valve pistons have the steam acting on them for the 
whole of their stroke, instead of depending on their momentum 
to help them over the centre, as in the case of a single valve 
piston. 

4th. — Compactness : the steam cylinder and its piston 
being of the usual length in proportion to its stroke. 

One of these pumps is at work in a colliery in the north of 
England pumping water through 700 feet of piping, with 
450 feet perpendicular height, in one lift, with a steam pressure 
of 40 lbs. per square inch. The steam cylinder is 26 inches 
diameter, and the pump 8J inches diameter, both of them 
having 4 feet stroke. 

A direct-acting steam pump, working at a colliery, used 
during a fortnight : 5 • 8 cwt. of unscreened coal per hour in 
pumping about 9000 gallons per hour to a height of 1000 feet, 
or at the rate of 14 '4 lbs. of v/nsereened coal per Bour per actual 
horse-power of water lifted (about 8 lbs. per indicated horse- 
power). The friction of pipes, &c., would, however, add con- 
siderably to the actual work on the engine. This is equivalent 
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to 63*8 cwt of unscreened cjiyife to lift IfiOO^UD gallons 
100 feet high. It may beinoted thaLnnscre^ned cojd was used 
direct from the pit. If ^^j'^^team eoafh^^^^^m used the 
result would have been better^^^ '^'^^^ ^ ^^^^ 



The " Model " Steam Pump (Drawing No. 4). 

This steam pump is made by Messrs. Thornewill and 
Warham, of Burton-on-Trent ; it is horizontal, self-contained, 
and on one bed plate; it can be easily fixed. A 10-ineh steam 
cylinder size, has a pump 5 inches diameter and 12 inches 
stroke, and will raise 7500 gallons per hour, say 50 feet high. 
The suction pipe is 3^ inches diameter, and the delivery 
3 inches. The pump is placed between the steam cylinder and 
fly-wheel shaft, the slide of the steam cylinder is worked by a 
small crank off the crank shaft ; it is double-acting, and fur- 
nished with a large air vessel on the delivery and suction pipes. 
The pumps can be worked from a few strokes per minute to 
70 or 80 per minute ; they give a steady and regular delivery, 
work silently, and without vibration. As the details of the 
engine portion do not much differ from the usual horizontal 
type of steam engine, further detail of this portion is not 
necessary. 

The pump is perfect of its kind, and any stoppage from a 
break-down seldom or never occurs ; the small sizes are very 
useful apparatus for feeding steam boilers, and the larger sizes 
can be used for water supply, stationary fire-engines, and many 
other purposes. When applied in breweries for pumping hot 
*' wort," special valves are provided. For pumping tar at gas- 
works, the valves and other parts have to be of c«wt iron and 
specially constructed. The pressure of steam required to work 
them is from 15 lbs. per square inch to 40 lbs., according to the 
quantity to be pumped and height to be raised. 

The author has used them largely in breweries to raise 
water from wells (the water not exceeding 26 feet deep below 
the surface), to the cold water tank on top of the building, 
usually 50 feet to 60 feet above the ground line. The great 
advantage is in this case, they can be set to work at any time 
convenient without starting any other part of the machinery. 
The cost of pumping as to fuel, &c., is the same as with 
ordinary pumps, and the risk of fracture is much less. 
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Portable Steam Pumps. 

Pomps with engine and boiler fixed on one frame are most 
efficient apparatus for temporary pumping, such as for keeping 
excavations clear of water, emptying reservoirs, and for tem- 
porary water supply to towns, &a, in case of a break-down of 
the ordinary fixed engines and pumps. Engine and pumps 
combined of this class are manufactured by Messrs. George 
Waller & Co., of Southwark, and have been successfully 
applied by the firm to the above and kindred purposes for the 
last thirty-five to. forty years. 

The boiler is fixed upon a frame of wrought iron, mounted 
on wheels, the two front ones are made to swivel in the same way 
as an ordinary carriage. The engine is fixed direct on top of the 
boiler ; the steam cylinder in some cases forms part of the steam 
chest, by this method very little condensation takes place ; the 
piston rod is keyed to a cross head carrying the guide blocks, 
working a side guide-bar of steel, or two bars in the centre and 
one guide block. A wrought-iron connecting rod works direct 
on the wrought-iron crank, working in bearings fitted in cast- 
iron side frames, also bolted to the top of the boiler or fixed on 
the lower frame. On the end of the crank shaft on one side is a 
^ wrought-iron pinion working into a spur wheel on the crank 

shaft of the pump. 

The pumps are three in number, fixed on the main iron frame, 
which is prolonged for this purpose, and carries the boiler and 
engine ; the valve boxes are made separate, with large bonnets to 
each valve, for the purpose of examining same. The valves are 
sometimes of indiarubber, leather, or gun-metal ; the buckets 
are made solid, and packed with double leathers or gasket; 
metallic rings have been used, they do not, however, wear so 
well, especially where the water is sandy or gritty. 

These pumps are most efficient in action and can be set to 
work within two hours or less of their arrival on the spot. In 
several cases within the author's e35)erience, these pumping 
engines have been sent 70 and 80 miles out of London, and 
have been set to work within ten hours from the time when the 
order was given to send them oflf from the firm's works. 

No other portable pumping apparatus can compete with 
them as to the quantity discharged, economy in working, and 
the rapid way in which they can be set to work. The value of 



FOBTABLE STEAM PUMPS. 25 

such machinery in case of emergency need hardly be farther 
dwelt upon, experience having proved their efficiency. 

The boilers are " multitubular " on the locomotive plcm, with 
a fire box, the shell of boiler is felted or covered with composition 
and lagged with wood to prevent loss of heat. The whole 
complete machine can be drawn by horses direct to the spot 
where required. Shafts are attached at the fire-box end, which 
are unshipped when not in use ; the smoke funnel is hinged, 
and extra length added when at work as required. The blast 
pipe passes into the funnel to increase the, draught of furnace. 
The boiler is fed by a force pump worked oflf the cross head 
of the engine, or any injector may be used. The quantity of 
water that can be pumped by these engines is : — 

No. 1. — Three 7 inch diameter pamps, 10,000 galls, per hour. 
No. 2.— „ 9 „ „ „ 20,000 > „ 

No. 3.— „ 12 „ „ „ 40,000 „ „ 

drawing the water from 25 feet below the pump valves, and 
discharging into a trough about the same level as delivery 
valve chamber. They can also pump from greater depths 
by removing the pumps from the engine frame and lowering 
them in the well, and can raise the water under " heads " of 
60 feet and above ; of course, in this case, the quantity dis- 
charged is less than named above. 

As no straps are employed there is no risk of stoppage on 
account of fracture, and there being three pumps, if one breaks 
down either one or two can be worked alone. The author em- 
ployed one of these engines, a few years ago, to fill a gasholder 
tank by pumping from a river situated about a mile away ; the 
engine was placed upon the bank of the river, and a temporary 
pipe with bored joints laid to carry the water to the tank. 
Allowing for all expenses, about 90Z. to lOOZ. was saved, viz. 
the difference between the cost of hire and all expenses incurred 
in pumping, and the amount asked by the water company to 
fill the tank. 

The cost would have been less had the pipes been larger in 
diameter, as only two out of the three pumps could be worked 
at one time and at a slow speed, owing to the small area of the 
delivery main. 
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Steam Pumps (Horizontal). 

Another form of pamp which can be worked as a single 
pump, is constructed thus : a steam cylinder is fixed to a cast- 
iron bed plate horizontally, with guides, connecting rod, crank 
shaft, and ily wheel ; the pump is fixed on the same plate, either 
at the front or back of the cylinder ; they are usually made 
double acting, and with metal or indiarubber valves; the 
suction or delivery pipes should be made free, and the valves 
accessible. It is very advantageous to use air vessels of good 
capacity, both on the suction and delivery pipes. The sizes of 
the water and steam cylinders are arranged to suit the quantity 
to be pumped per hour and " head " of water ; allowance must 
be made where there are many unavoidable bends in the pipe. 
Steam pressure should not be less than 45 to 50 lbs. per square 
inch. 

The pump barrels are usually made of cast iron, and in 
some instances are lined with gun-metal. As a rule, steel rods 
wear the best, working through gun-metal glands and collar 
bushes. The speed varies with the size of the pump ; a 6-inch 
or 7-inch diameter may be worked up to 50 and 60 strokes per 
minute; the valves have small lift given to them. It is 
however, usual to employ pumps of a much larger size, say 
10-inch to 12-inch and 14-inch diameter, when this system 
of pumping is adopted. 

The foundation should be of brickwork in cement, with a 
good York stone base, not less than 9 inches to 12 inches thick, 
the holding bolts and plates being taken down at least 3 feet 
6 inches to 4 feet into the brickwork, which should rest upon 
a bed of concrete. 

Steam Fike Engines. 

There are two kinds of steam fire engines made in England, 
both direct acting, having the steam- and water-cylinders 
rigidly connected. In one of these systems the stroke of the 
piston is regulated by the admission of steam near the end of 
the stroke, which forms a " cushion." In the other kind the 
work is done by a crank and connecting rod, with eccentric 
for working the slide valve, as in the engines made by 
Messrs. Shand, Mason, and Co., for the Metropolitan Fire 
Brigade. 
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In these latter engines the boilers are of Bowling iron, the 
longitudinal seams being welded, a large nnmber of small 
water tubes are placed in an inclined position to allow of free 
circulation, one steam and one water cylinder are fixed vertically 
on the boiler, and at the back of the carriage. 

The pumps are double acting, of the bucket and plunger 
kind. The engines are direct acting; a crank is used to 
terminate the stroke, the slide valves being worked by 
eccentrics in the usual way. The pumps are made of gun- 
metal, with air vessels of copper upon the delivery and 
suction pipes. All the steam and exhaust pipes are copper. 
A feed pump is used to supply the boiler, and a Gififard injector 
is also attached. 

In No. 1 size engine the steam cylinder is 7 inches 
diameter by 7 inches stroke, and the indicated horse-power is 
30 ; diameter of "jet" lyV ii^ch ; will throw 350 gallons per minute 
160 feet high. The total weight of the engine is 28 cwt The 
time for raising steam from cold water to 100 lbs. per square inch 
is 7 minutes ; it has been done in 5| minutes. The eogine is 
carried on four wheels hung on springs in the usual way. The 
hose is carried in a box under the driver's seat, which also 
takes the tools; the framing is of wrought iron, the fore- 
locking carriage being of the same material. The above class 
of engines are made in two sizes, and for larger ones Messrs. 
Shand, Mason, and Co. use three cylinders and pumps as 
above described, one crank shaft being common to all the 
cylinders; no fly wheel is required. Great steadiness and 
regularity is obtained in these engines when working, and on 
this account they are named the " Equilibrium.*' For smaller 
engines than those of the Metropolitan Fire Brigade, one called 
the " Volunteer '* only weighs 21 cwt. The indicated horse-power 
is about 19; jet |f i^ch diameter, will throw 260 gallons of 
water per minute 150 feet high. Consistent with the necessary 
strength and safety, the author believes these are the lightest 
engines ever constructed. These engines are suitable for 
country towns, and especially where the fire station is situated 
some distance from outlying farms ; on account of their light 
weight they can be rapidly moved to long distances, and by 
this means heavy losses from fire in such cases may be 
prevented. 
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Steam Floating Engines. 

These engines are as a rule much more powerful than land 
engines, as the weight is not a primary object^ nor the spctce con- 
fined for fixing the machinery. The first of this kind was built 
in 1852, by Messra Shand, Mason, and Co., for the London Fire 
Brigade, is still worked, and delivers about 1600 gallons of water 
per minute. No. 7 Float is fitted with two sets of engines, one 
to propel the boat, and one to work the pumps. The dimensions 
are 80 feet by 14 feet, the indicated horse-power 20 ; they are 
capable of discharging 2250 gallons of water per minute to a 
height of 230 feet with a 2|-inch diameter jet There are 
many forms of these steam floats, but they do not materially 
differ except as to size and power. The pumping machinery 
and boilers are the same as for the land engines. 

The large increase in the size of the docks in London has 
induced the use of powerful steam tugs for moving about 
shipping. This has led to the placing of a steam fire engine 
on board without separate boiler, but supplied with steam from 
the boiler of the propelling engines. The London and St. 
Eatherine Dock Company, the largest in London^ has now in 
use five tugs fitted in the above manner. These engines are 
placed horizontally, each consisting of two cylinders, 20 inches 
diameter, with double-acting pump of 8^ inches diameter, the 
stroke being 10 inches. Any speed up to 200 revolutions per 
minute can be got out of them, the quantity of the highest 
speed being about 1400 gallons per minute. 

In the description given of the above steam fire engines no 
discussion is entered into as to the various trials that have 
taken place, as it would take too much space, and be beyond 
the scope of this book. 

Engines of this class have been used for emptying reservoirs, 
and in one case 1500 gallons of water per minute have been 
discharged, in pumping from the reservoir into an open shoot 
and not under any ** head." 

They are also applied to steam vessels, and are specially 
constructed for this purpose. In one tried at Portsmouth 
Dockyard 720 tons of water per hour were pumped from 
22 feet 6 inches below the suction valves, under a pressure of 
25 lbs. per square inch. There are three steam cylinders, each 
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10 inches diameter by 13 inches stroke, placed vertically ovet 
three bucket and plunger pumps ; the buckets are 17| inches 
diameter. 

In one fixed on board the Hercules, steam was raised to 
100 lbs. per square inch ten minutes from the time of lighting 
the fire, and 1120 gallons of water per minute were discharged 
200 feet high ; the jets were two 1-inch, one l^-inch, and one 
lyV-i^ch diameter. The speed of the engines is about 84 revo- 
lutions per minute. 

It need hardly be pointed out, the great value of steam 
floating fire engines where there is much shipping, as in docks, 
harbours, &c. ; and also for extinguishing fire at wharves along- 
side the river, as the amount of water at command is unlimited, 
and the power of the machines larger than land engines. 

Portable Force Pumps. 

A very convenient pump of this class, suitable for pumping 
out cesspools, small tanks, &c., is made upon the following 
plan. The barrel is of cast iron, open at the top, the piston 
being solid, and packed with double leathers. The barrel is 
fixed at the base to a valve box fitted with suction and delivery 
valves ; these are leather clack valves, and are made of v^ry 
free area. Over both the valves bonnets are provided for 
giving rapid access to the valves in case of choking, &c. The 
valve box has feet cast on, and is fixed to a frame mounted on four 
wheels, the front ones being made to swivel. A fulcrum arm is 
cast upon the top of the barrel, and the pump worked by a long 
wrought-iron lever working on a pin carried by the fulcrum ; at 
each end of the lever are eyes, into which are fitted long 
round wood handles; either two or four men can work at 
one pump. The suction pipe is canvas or indiarubber, with a 
wire core through it, and attached to the pump by " unions." 
The delivery pipe is indiarubber, canvas, or leather, and fixed 
in the same way. These pumps discharge a large quantity of 
water or sewage, are very simple in construction, portable, 
quickly set to work, and not liable to get out of order. They 
were first introduced by Messrs. George Waller and Co., and 
have been extensively used for about thirty-five years. The 
author cannot too highly recommend them, having had much 
experience in their use. 
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Tab Pumps. 

Force pumps are sometimes used for pumping tar at a gas- 
worksy but are not to be recommended for this purpose. There 
are very few cases in which the tar has to be raised more than 
80 to 35 feet above the pump. In the author's practice he has 
always preferred to use '^Uft pumps/' as described at p. 7. 
They are more regular in their action, not so liable to get 
choked in the valve chambers, the wear and tear is less, and 
they are not so complicated. 

Creosote Pumps. — Force pumps are used to force creosote 
into vessels or cylinders containing timber sleepers, &c., for 
preserving them. They are made with cast-iron barrels and 
gun-metal plungers, the general details of the pumps being as 
before described (p. 17). 

They are either used singly or in batteries of three, four, 
and six in each set. All the valves must be gun-metal, and of 
the spindle kind ; only small lift should be given to them, and 
an adjusting screw provided on each bonnet to regulate this. 

The suction and delivery pipes of each pump are usually 
separate. Air vessels should be fixed on the delivery pipes; 
these should be of cast iron, and of ample size. Safety valves 
must also be provided, to reUeve -the pumps in case of any 
stoppage. Pet-cocks should be fitted on the suction and 
delivery pipes, to test the action of the pumps. The speed of 
working must be slow ; for 3-inch and 4-inch pumps (the sizes 
generally used), say 40 strokes per minute. 
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CHAPTER III. 



SUNDRY PUMPS. 



Centrifugal Pumps are suitable when the water is near the 
surface and the height to be raised above the pump small. 
The most efficient are " Appold's " and " Gwynne's " ; they have 
to be driven at a rapid rate. 

They can be economically employed in the drainage of land 
such as in the fen or marsh districts, and in emptying docks 
and reservoirs. 

They are either driven by a strap from shafting, or by a 
steam cylinder attached direct to the pump. The form of 
pump varies according to the circumstances of the case. 

Centrifugal Pumps, on the "Appold" Plan, made by 

Messrs. Easton and Anderson. 

These pumps have been used for pumping ship canals, 
draining meres, emptying dry docks, &c. Examples will now 
be given of machinery of this kind executed, with the leading 
dimensions and working results. It will be observed that most 
of the plant is upon a large scale, and the quantity of water 
discharged is also very large. The author considered it would 
be more useful to describe such kind of works, to show the 
capability of this class of pumping machinery. 

For Drainage Purposes. 

Pumping Station on the Amsterdam Ship Canal. — 
There are three sets of machinery, each as follows : — A pair of 
vertical cylinder condensing engines drive an overhead shaft with 
cranks at right angles, one at each end, which carries a bevel 
wheel between the frames, gearing into a bevel pinion on the 
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upper end of the vertical spindle of the centrifugal pump, which 
has a double inlet fan. Cylinders are 2 feet 6 inches diameter, 
by 2 feet 6 inches stroke. Number of revolutions per minute 
= 52, indicating about 260 horse-power. The centrifugal pump 
fan is 8 feet diameter, by 2 feet 11| inches deep. Number 
of revolutions per minute s 92*5, lift = 9 feet 10 inches. 
Discharge = about 230 tons per minute each pump. 

WiTHAM Drainage. — Two sets of machinery like the 
last, but with different size of fan and lift. Cylinders 2 feet 
6 inches diameter by 2 feet 6 inches stroke. Mean number of 
revolutions per minute = 38 * 7, indicating 196 horse-power. 
Centrifugal pump fan 7 feet diameter by 2 feet 3 inches deep. 
Number of revolutions per minute = 68*8, lift 4 feet 8 inches 
to 6 feet 1 inch. Discharge =: 356 to 395 tons per minute 
each pump. Efficiency = 59 to 64 per cent 

Whittlbsea Mere. — ^A double cylinder, compound, con- 
densing beam engine, with an internal gear spur rim on the fly- 
wheel, gearing into a pinion on an intermediate shaft, which 
carries a bevel wheel at its other end, gearing into a pinion on 
the upper end of the vertical spindle of the centrifugal pump, 
which has a single inlet balanced fan. Cylinders 15 inches 
diameter by 3 feet 1^ inch stroke, and 25 inches diameter by 4 feet 
6 inches stroke. Number of revolutions per minute = 32, indi- 
cating 113 horse-power. Centrifugal pump fan 6 feet diameter 
by 1 foot 4 inches deep. Number of revolutions per minute 
= 92*7; lift 10*114 feet. Discharge = 88 tons per minute, 

60*4 
= 60*4 horse-power water lifted. Efficiency = -yto ^ 1^0 

llo 

=s 53i per cent. 

Bedmoob Drainage. — ^To drain 1800 acres, the annual rain- 
fall being 24 inches, and the maximum rainfall noted having 
been 10^ inches in 24 days. 

A 14 horse-power portable engine, by means of an inter- 
mediate shaft with a universal coupling at each end, drives a 
horizontal shaft which carries a bevel wheel gearing into 
another wheel on the upper end of the vertical spindle of the 
centrifugal pump, which has a single inlet balanced fan. Cen- 
trifugal pump fan is 3 feet 4 inches diameter by 8| inches deep. 
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Lift varies from 5 feet to 13, feet. Discharge is 6500 gallons at 
the mean lift. 

Note. — The single inlet balanced fans are simpler in con- 
struction, more economical^ and more advantageous than the 
double inlet fans. 

Dock Pumping. 

POETSMOUTH No. 11 DrT DoOK IN H.M. DOCKYARD. — The 

same arrangement as in cases 1 and 2 of drainage machinery, 
with tJie same sized engines. Eatio of gearing, 89 : 36. Cen- 
trifugal pump fan, 6 feet 6 inches diameter by 1 foot 8 inches 
deep. Work done: — The dry dock, holding 19,000 tons of 
water, was emptied in 2^ hours; the maximum lift at the 
end of pumping being 26 feet 3^ inches. 

Dry Dock at the Imperial Dockyard at Cronstadt. — 
There are four sets of machinery, each as follows : — One horizontal 
condensing engine, with air pump worked by continuation of 
piston rod through bottom cover of cylinder, drives a vertical 
^ spindle centrifugal pump by a pair of bevel wheels direct ; ratio 
of gearing, 3 * 27 : 1. The pump has a single inlet, balanced 
fan. Cylinder, 27 inches diameter by 3 feet stroke. Centri- 
fugal pump, 4 feet 10 inches diameter by 10 inches deep. 
Work done by four pumps together : — The dry dock, holding 
34,000 tons of water, was emptied in 1| hours ; the maximum 
lift, at the end of pumping, being 39 feet. 

Salterscroft Graving Dock, Glasgovit. — There are four 
sets of machinery, each as follows : — A double cylinder, non- 
condensing engine, with cylinders placed at right angles, acts 
direct on to one crank at the upper end of the vertical pump 
spindle of a centrifugal pump, which has a double inlet. 
Cylinders, 14 inches diameter by 15 inches stroke. Fans 5 feet 
6 inches diameter by 10 inches deep. Work done by all 
four pumps, acting together : — The dry dock, holding 26,400 
tons of water, was emptied in 2i hours ; the maximum lift at 
the end of the pumping being 23 feet. 
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Gentbifuqal Pumpinq Machinebt hade bt Messrs. 
J. and H. Gwtkne, of Hamhebsmtth. 

The author has selected a few examples from works executed 
by this firm, and gives hereafter data of working. 

FEBBARA MABSH DBAINAaE (ITALT). 

The amount of work to be done was to raise about 2000 
tons of water per minute, about 7 feet 3 inches mean lift. There 
are eight pumps, in pairs, each set being driven by a separate 
engine. When raising the mean height (7 feet 3 inches), each 
of the pumps will discharge 57,000 gallons of water per minute, 
or for the eight pumps nearly half a million gallons of water 
per minute. 

Each pair of pumps is driven by a compound engine, the 
pumps being placed on either side. The pump shafts are steel, 
8^ inches diameter. The discs of centrifugal pumps are 5 feet 
diameter. The suction and delivery pipes 54 inches diameter. 

The engines have L.P. cylinders, 46f inches diameter, 
and H.P., 27| inches diameter by 2 feet 3 inches stroke. The 
cylinders are jacketed. The cranks are placed at 130°. 

The L.P. cylinder exhausts into a pair of surface condensers 
having each about 750 square feet of surface. The air-pump is 
single acting, 19 inches diameter and 12 inches stroke. 

After working two years, the official trials gave the 
following result : — Consumption of fuel, 2 lbs. ^er indicated 
H.P. The tract of country reclaimed extends over 200 square 
miles, and the work is performed by 4 pairs of these direct- 
acting pumping engines. 

« 

DRAINAGE IN HOLLAND. 

Polder Grootslag (Andyk). — A pair of 36-inch horizontal 
direct-acting centrifugal engines. 

The machinery raises 30,818 gallons of water per minute a 
height of 10 feet 6 inches. Consumption of fuel, 3 tons 13 J cwt. 
in 24 hours. Just recently a 39-inch ** Invincible " pumping 
engine, to discharge 90 tons per minute, has been added. 

The following list will give an idea of the immense scale on 
which this class of machinery has been applied and the quantity 
of water raised in each case : — 
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Names of Plaoee where Gentrifagal Pamps and 
Pumping EngineB have been Sapplied. 



Qoaotiiyof 

Water 

Raised per 

Minute. 



Ferrara Italy 

Hauvill Denmark 

Sajfoji Inland Water Begnlation Company * • Hungary 

Workiimmer .. .. Holland 

Parreagaster Meeren ^ 

Looedrecht .. „ 

Polder, Grootslag (Andyk) », 

Do. do. „ 

Legmeer Plassen „ 

Bijlmer Meer .. .. „ 

Middel Polder , 

Meidrechtsche 1"^ Bedijking „ 

Zwammerdam & Beewyk (Tempel) .... „ 

Berkmeer „ 

Noord-Einder Meer and Sappe Meer .. .. „ 

Baars-dorper Meer .. .. „ 

Houtrak Polder „ 

Crobsche Uiterwaarden „ 

Meethnijser Meer ^ 

Stam Meer „ 

Soha^er Waard „ 

Wiennger Waard „ 

WaardenGroet „ 

YoBser en Weerlaner Polder ,, 

Slooter Polder • .. „ 

Pnrmerland .. .. „ 

Middelburger Polder „ 

Boomtuin 

Watergiaafianeer .. „ 

Polder Nietiwkoop ,, 

OokMeer.. .. .. .. „ 

Temporary — ^Water Yerversohing Amsterdam „ 

Banne Pnrmerend „ 

DeEngeWormer „ 

De Yereenigde Polders van OapeUe a/d Yssel „ 

Waardenburg (Uiterwaard) „ 

Polder Bhoon „ 

Polder Herwynen .. .. „ 

City of Zntphen „ 

Johanna Eerokhofen Polder „ 

Polder Spanbroekerkaag n 

Polder Yenhuizen en ]&m ,, 

Lntkemeer „ 

Honterpolder .. .. „ 

Bnllewijk .. .. „ 

Waterschap de Geel „ 

Uiterwaaraen Hagestein •• 

Polder Acqnoy „ 



tons. 

2,100 

230 

100 

46 

20 
140 
150 

90 
150 

50 



50 
45 
14 
24 
24 
15 
50 
20 
14 
30 
20 
6 
54 
14 
20 
39 
20 
15 
82 
25 
45 
120 
28 
14 
27 
14 
28 
56 
10 
89 
27 
60 
27 
60 
60 
27 
27 
40 



These engines and pnmps are also largely used for irrigation 
in Egypt, India, South Africa, &c. ; also for pumping, graving, 
and floating docks. 

They are also suitable for raising sewage ; there being no 
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yalyeSy any solidB that are passed through do not interfere with 
the action of the pumps. 

An ** Invincible *' pump with 36-inch suction and delivery 
pipes will discharge 20,000 gallons of water per minute ; one 
with 48-inch pipes 40,000 gallons per minute, and one with 
60-inch pipes 100,000 gallons per minute. 

AiBT AND Anderson's Patent Spibal Pumps 

(Drawing No. 5). 

The patent spiral or screw pump is an apparatus by which 
liquids are screwed up an inclined plane at a low velocity and 
without the intervention of pistons or valves of any kind. The 
duty performed is higher than is possible for low lifts, with any 
other arrangement of pumps. 

Experiments have shown that 85 per cent, of useful work 
can be realised, and in the larger pumps, worked by compound 
condensing engines, water has been raised with less than 3 lbs. 
of coal per horse-power of water lifted per hour. The construc- 
tion of the pump is very simple, and consists of a sheet-iron 
cylinder, down the centre of which runs a core. Between the 
two are wound three or more spiral blades of a peculiar form, 
made of sheet iron. The ends of the core terminate in 
gudgeons of suitable construction, and revolve in pedestals, the 
lower one is fixed under water, and the upper one on a bridge 
spanning the delivery opening. The pump is generally driven 
by a spur or bevel wheel at the top attached to the casing, and 
geared into by a pinion and shaft, which may be driven in any 
convenient manner, either by a portable or fixed engine. A 
diaphragm makes a water-tight joint between the upper end of 
the pump and the delivery canal. The water level on the inlet 
side may rise and fall above the minimum level without affecting 
the eflSciency of the pump, but on the delivery side the water 
must not rise above* a certain height, nor can it fall much below 
it without loss of effect, hence these pumps are not applicable 
where there is great variation of level on the delivery side. 
The pumps can be made of any size to deliver from 1500 gallons 
to 32,000 gallons per minute, but the height for each lift 
should not exceed about 20 feet. 

The patent spiral pumps deliver very nearly the same per 
revolution whatever speed they are run at, hence they make 
very accurate meters. It is only necessary to fix a counter on 
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each pump in order to have a complete record of the quantity 
of water raised in any given time. 

The pumps do not require charging, and may be run at very 
slow speeds. 

Chain Pumps. 

These are rather a clumsy contrivance, they are principally used 
to pump water from excavations, and consist of two pipe legs or 
shoots with top and bottom wheels ; the buckets are attached at 
intervals to an endless chaiu. Motion is given at the top by 
engine power ; the water is delivered into a shoot at the top. 
They are very noisy and cumbrous, and far from economical 
as to the consumption of fuel. They take some time to put 
together ready for work, and are liable to break down, a very 
serious consideration when pumping for works in progress. 

They, however, possess one advantage; they can pump 
gritty water and almost liquid mud without any detriment to 
the apparatus, and partly on this account are a favourite class of 
pump with some contractors. The author does not recom- 
mend their general use, although they may be useful in special 
cases. 

Sewage Pumps. 

Lift or force pumps, single and double-acting, are used 
for this purpose, and do not much differ from water pumps, 
except as to details hereinafter named; they are best made 
with open top barrels, the pump buckets packed with double 
leathers, and the valves leather and of the " clgick " kind ; they 
should be easily accessible. To pump a large quantity, the 
pumps should be treble barrels, worked by crank shaft, and either 
driven by a strap or by wheel gear from shafting, or steam 
cylinders may be attached direct. 

A single pump may be made, fixed horizontally and worked 
direct from the end of a steam-engine cylinder, as described at 
p. 26. The pumps in this case are made double-acting, and 
on the ram and piston plan, packed either with leather or 
gasket. The passages must be made very free in area, the 
valves with rather small lift, and as described for the Portable 
Engines at p. 24. 

Pumps, 24 and 30 inches diameter and 36 to 48 inches 
stroke and upwards, on this plan, have been used for pumping 
the sewage of towns. 
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The speed of buckets or plnngers should be slow, say not 
to exceed 120 to 150 feet per minute; otherwise much slip 
takes place, and the shocks in the pumps will be heavy. The 
suction pipe must be carefully protected at the bottom by a 
** rose " and grid, to prevent any sticks and dirt getting into the 
pumps. 

When the pumps are on a large scale they are usually 
worked by high- and low-pressure and condensing engines, and 
in this case are very economical as to consumption of fuel in 
the boilers compared to the work done. As pumps for this 
class of work are not special in other respects than those named 
above, sufficient detail is given. 
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CHAPTEE IV. 

GENERAL DETAILS AS TO LIFT AND FORCE PUMPS, SUNDRY 

GEAR, ETC. 

The Vertical Depths op Suction should not exceed 25 
feet ; the horizontal distance from the pump is not taken into 
account, except as to the extra allowance named hereafter; 
but when the source of supply is some distance from the 
pump, and the pipes underground, the joints of the pipes 
must be very carefully made, and tested befpre the ground is 
covered in. 

Delivert Mains. — The lengths of the horizontal mains 
from the pumps to reservoirs must be taken into account, and 
12 feet extra lift per mile allowed for friction ; this is sup- 
posing the area of the delivery main pipe is ample ; otherwise 
the load on the engine will be much increased. In arranging 
for the main pipe for water supply to a town, this is a very 
important consideration if the water is to be pumped econo- 
mically; small pipes in such cases increase the friction very 
much. 

Horse-Power required for pumping with ordinary well 
pumps. — Multiply quantity of water to be raised in gallons per 
minute by 10 lbs. and by head in feet -r 33,000 + ^ for 
friction and slip of valves = horse-power. 

Stand Pipes are sometimes used, instead of air vessels, for 
water supply of towns, the height of the pipes being in excess of 
the highest part of the district to be supplied. They possess these 
advantages : they give a uniform dead load upon the mains, 
and are not liable to the accidents that sometimes arise from 
the fracture of an air vessel. They are, however, rather un- 
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rightly as well as costly, and are not so often used as fonnerly ; 
the pipes may be enclosed in a brick tower or shaft, which 
may be made an architectural feature. 

The Lbatheb for pnmp bockets and yalyes should be oil- 
dressed, and of the best kind, cat out of the middle of the back, 
and of even thickness. To make good leathers, iron moulds 
should be used, the material being softened in moderately hot 
water, then gradually pressed, extra pressure being put on at 
interrals. When the plunger is well home, the leathers should 
rest several hours in the press before taking them out. When 
duplicate leathers are kept in stock, they should be in a dry 
place, and occasionally oiled to preserve them ; they should 
never be stacked in a room where much gas is uised, as the 
leather is much injured if kept in such a place for any time. 

Leather Pump Valves. — When used, the thickness will 
vary with the size of the pump and the " head " of water. It 
is always very advantageous to face the leather on the side it 
seats upon the valve, to ensure a perfect joint. For large 
valves, hippopotamus and rhinoceros hide may be used with 
great advantage; they make splendid valves, and last many 
years. In all cases gun-metal plates should be riveted on, to 
make them fall in the case of " flap valves," and to keep them 
rigid when the valves rise upon centre pins or on the pump 
rod, as described at p. 3. These plates should be carefully 
proportioned as to thickness and surface, and well fixed to the 
leather. 

. Pipes used for town supply or in public places sometimes 
have the sockets bored, and coated on the inside with Dr. 
Angus's composition. For long mains and pipes above 12 inches 
diameter, 12 feet lengths may be used ; they are generally made 
12 feet exclusive of sockets. 

They will bear a pressure of 160 to 180 lbs. per square inch, 
which is about the greatest pressure in any town, in the supply 
main. When turned and bored pipes are not used, the sockets 
are caulked with lead. 

The Speed of water through town mains may be taken at 
2^ to 3 feet per second when working economically ; this speed 
should not be exceeded or the friction will be much increased. 

The table following gives the weight of socket pipes for 
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water purposes. All sizes up to 2i inches diametei 
lengths; 3 to 12 inches diameter are 9 feet, and all above^ 
12 feet lengths ; all lengths are exclusive of sockets. It is very 
requisite to have pipes for water purposes of good quality, and 
the proper thickness or weight per yard ; also that the sockets 
are well proportioned to make a good joint and take the proper 
amount of lead. The table will also be found useful in making 
estimates of cost. 

Stanpabd Weights of Messrs. Bailet, Peoo, and Go.'s Socket Pipes 

FOB Wateb Pubposes. 



ins. 


cwts. qre. lbs. 


Ins. 


cwtB. qre. lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qrs. lbs. 


2 


1 21 


6 


2 2 


12 


6 2 


20 


17 


2J 


2 14 


7 


3 


14 


10 1 


22 


18 2 


3 


3 21 


8 


3 2 


15 


12 


24 


22 1 


4 


1 1 21 


9 


4 10 


16 


13 1 


80 


80 


5 


2 


10 


5 


18 


15 2 


36 


85 



Bends (Socket). 



ins. 


qra.lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qre. lbs. 


2 


26 


4 


2 8 


7 


2 21 


10 


3 3 


2i 


1 6 


5 


10 


8 


2 2 


12 


4 


3 


1 11 


6 


1 1 21 


9 


3 17 


14 


5 3 



Tee Pieces (Socket). 



ins. 


qre. lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qre. lbs. 


2 


1 18 


4 


3 21 


7 


2 21 


10 


4 10 


2i 


2 7 


, 5 


1 21 


8 


2 2 


12 


5 1 18 


3 


2 24 


6 


1 2 10 


9 


3 2 14 


14 


6 3 14 



Standabd Weight of Flange Pipes. 



6-feet. 


9-feet 


ins. 


qre. lbs. 


ins. 


cwts. qn. lbs. 


ins. 


cwts. qre. lbs. 


ins. 


cwts. qre. lbs. 


2 


1 21 


3 


10 


7 


3 1 14 


10 


5 2 


H 


2 7 


4 


12 


8 


3 3 14 


12 


6 3 






5 


2 


9 


4 2 


14 


9 




« 


6 


2 2 











Valves. 

The bodies are made of east iron, in one piece, except the 
cover, which is bolted on, the joints being faced ; the doors are 
wedge-shaped, and may also be cast iron, but with gun-metal 
faces, working on faces of the same material let into the valve 
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-les are strongly ribbed, 
^ning and closing against 
^ to use flange valves, as they 
^ .«ed in case of accident. They are 

^ with flange and spigot or socket con- 

^ short lengths. All valves should be tested, 

^ under a pressure of 200 lbs. per square inch. 

.^y false economy to use indifferent valves, and unfor- 

.ately in this and other cases before named the competition is 

so fierce, that very poor valves are in the market, and too often 

find their way into use, where parsimony, and not efficiency, 

is the chief consideration. Much care is needed in the selection 

of suitable valves, perfect as to workmanship and simple in 

construction. 

Water Meters. 

A small compact meter is made by Messrs. Guest and 
Grimes. It is much used by the water companies, and is 
deemed by them a reliable instrument. 

When, however, there is sufficient space, the author pre- 
fers Kennedy's patent meter. It works with very little friction, 
dnd causes but small loss of pressure ; this is a matter of great 
moment, especially where high tanks have to be reached, or 
where the water pressure is to be used direct from the mains, 
for hydraulic lifts or engines. 

There are several other kinds, but in the author's practice he 
has found those named above the most reliable. In most in- 
stances the water companies have the power to put in any kind 
of meter they approve of, and it must be fixed by them and 
according to their regulations. 

Meters are very useful in large places, for the purpose of 
checking waste of water, as in most instances, the proper average 
quantity that should be used can be arrived at. The " dial " 
should be read at stated times, once per day or week, according 
to the necessities of the case; this always has a good moral 
effect upon the workmen or attendants of a works or other 
place, and also acts as a preventive of waste. Plenty of water 
is a necessity, but waste under any circumstances should be 
prevented, especially in town supply, where the quantity avail- 
able is in many cases limited in proportion to the requirements 
of the place. 
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Tanks for Storage, etc., 

when fixed on the top of any building, should be of cast 
iron, with planed joints, the pitch of the bolts not more than 
6 inches. The depth of the side plates should not exceed 
4 feet to 4 feet 9 inches, and where possible the total depth of 
the tank should not exceed 10 feet. For capacities of about 
20,000 gallons, the bottom plates should be |-inch to |-inch 
thick, and the sides A-iiich to f-inch. The flanges 3 inches 
wide, f-inch thick, bolts |-inch diameter, and 4-inch centres, 
with fillets f-inch thick between each bolt hola Stays should 
be wrought iron, or copper, and for tanks not exceeding 3 feet 
6 inches in depth, one set at the top will be sufficient, 
attached to the side flanges with two ^inch wrought-iron plates 
taking 2 bolts ; the diameter of the stay not less than 1^ inch 
and the pins the same size, to allow for corrosion, which nearly 
always takes place after a short time, especially in some waters 
which have a chemical action upon wrought iron. 

When the depth of the tank exceeds the dimensions named 
above, they should have 2 or 3 tiers of stays. At the centre of 
each stay rod a long nut should be provided to tighten up. 
Each joint of the bottom plates should rest on girders, and be 
bedded carefully. The inside of the tank should always be 
painted, and where there is much deposit, this must be done 
once or twice per year. 

All pipe outlets should be provided with strainers of cast 
iron, witii fine holes drilled in them, and should stand up, say 
2 to 3 inches, from the bottom of the tank, to prevent any 
deposit from getting into the pipes and valves. 

The rising or delivery main, when possible, should deliver 
over the top of the tank. An overflow pipe of copper should be 
provided, with trumpet-shaped top, and gun-metal hollow plug 
and seat at the base. These pipes must always deliver where 
they can be seen, and must never be connected into a drain. A 
flat float made of copper should be provided, and a gauge placed 
in a conspicuous place to show the quantity of water in the 
tank and to prevent waste. A warning pipe should also be 
provided, and carried to the engine room, to give notice when 
the tank is full. The top of the tank should always be covered, 
and when placed outside the roof of a building, there should be 
a wood cover made of boards 1 J-inch thick, grooved and tongued, 
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and traversed with l^inch boards, with a layer of thick roofing 
felt placed between, and strongly battened on the under side. 
When so protected, the water inside is seldom touched by frost. 
A manhole and door is provided to permit of examination and 
cleaning. It is preferable, wherever possible, to keep the flange 
joints of the plates outside the tank, as it is much easier to 
keep the interior clean, and the water then cannot act on the 
bolts and nuts. 

When tanks rest on brickwork walls and cross girders, the 
latter should have wide stone templates under them, and if 
possible, the wall finished with stone coping well bedded in 
cement 

Hollow brick walls should never be used to support water 
tanks; they are not fit for the purpose, and many serious 
accidents have taken place by the failure of the walls when 
they have been used. 

Water Towers constructed in brickwork or masonry may 
be made circular or octagonal in shape, with a centre hollow 
pillar, in which a staircase may be formed; it is not only 
convenient, but adds much strength to the centre support. 
Badiating girders of wrought iron to carry the tank should be 
fixed, resting on the outer walls. At the centre of the tank a 
hole equal to the internal diameter of the centre pillar should 
be left. For the cover of the tank, an iron roof should be 
constructed, resting upon the outer wall ; this may be covered 
with galvanized iron. The thickness of the walls will depend 
upon the height and weight of water in the tank, and the soil 
it rests upon ; no rules can be given as to this, as a special 
design must be made in all cases. 

Wrought-Iron Tanks may be used, when of moderate 
capacities, especially where light weight is an object; they 
should not be less than xF-inch to i-inch thick, riveted at 
the corners and bottom to angle iron, with "f-iron stays on the 
outside. The top of side plates (for large sizes) should always 
be provided with an L-iron ring, to stiflfen same, and to which 
a cover may be riveted when it is desired to keep the tank 
closed. The internal tie bolts and stays must be attached to 
the side plates, opposite the T-iron vertical outside stays. 
The fittings and supply pipes, &c., will be the same as for cast- 
iron tanks. 
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The girders to support wrought-iron tanks should not be 
more than 2 feet centres, and should come as nearly under the 
joints as possible. The tanks must take a fair bearing upon the 
tops of girders by adjusting with iron packing pieces; this 
avoids straining the joints. 

Dbiving Geae for Pumps. — As before stated, p. 5, the 
author prefers, wherever possible, to communicate motion by 
using straps, except for well pumps, where tooth gear should 
always be used. 

Clutches for throwing out of gear, may be of the ordinary 
kind, with two nogs tapered at the points; they should fit 
close, to avoid any rattle and shocks to the pumps. Cone 
clutches may be used ; they should be of rather large dianieter, 
to give a good grip without any undue strain upon the shafting. 
Patent grooved friction clutches may also be employed ; they 
act very well when properly proportioned, and the levers and 
other parts suitably designed. In all cases the speed of the 
engines should be slowed before throwing the machinery into 
gear; otherwise the sudden shock that is sure to take place 
may cause a serious fracture. 

When the well pumps are at some distance from the engine, 
they may be driven by a chain, or a round rope protected from 
the weather, or a small separate engine may be employed ; the 
steam can be carried any distance up to 500 feet from the 
boiler, when the pipes are well protected by composition and 
laid in a close trench, without much loss of pressure or conden- 
sation. In practice it has been found not more than 2 lbs. 
pressure per square inch is lost in such cases. 

Arrangement of Engines and Pumps. 

For pumping for town or other large purposes, two engines 
should be provided, one fixed on each side of tbfe engine house, 
with spur-wheel gear from the crank shaft of the engine to 
work the three-throw crank shaft of the pumps. Clutch motion 
should be applied to admit of either engine working each set 
of pumps, or the combined engines working the two sets of 
pumps. The air vessel can stand in the middle between the 
engines. The driving toothed pinions should be pitched and 
trimmed, and the spur wheels upon the three-throw crank 
shaft geared with wood teeth. Spare pinions and crank shafts 
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should be kept ready, the pinions made in halves for readily 
fixing on the crank shafts in case of a break-down. A duplicate 
crank shaft, interchangeable for either set of pumps, should 
also be provided; also duplicate valves for the pumps, and 
spare pump rods and extra bucket& 

In small places, the engine can be made with a double 
crank, with the pinion keyed on the outside of the bed plate, 
and working direct on to the spur wheel on the pump shaft. 

The wheels should work under iron guards, and the top of 
well protected by a rail, or covered over by wood boards or iron 
plates resting on girders. 

A neat and simple arrangement is to gear from the crank 
shaft on to an intermediate shaft, passing through the brick- 
work bed of the engine to the crank shaft of pumps working 
below the floor line ; in this case the top of well can be closed in 
with iron plates as named above, and a trap-door left in same 
to gain access when required. 
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CHAPTER V. 

AIR PUMPS, BLOWING ENGINES, AND 00MPEESS0R8. 

Air Pumps. — ^These pumps are used for various purposes, 
and the details vary according to circumstances ; some of the 
principal are hereafter described ; where they do not vary much 
in design, when they are used for some other purposes, they are 
not specially mentioned here. 

Air Pumps for Vacuum Pans. — The barrels should either 
be gun-metal, or cast iron lined with the former, say |-inch to 
i-inch thick. The buckets should have metallic packing, similar 
to the piston ring of a steam engine cylinder ; those made on 
the locomotive plan, viz. a single ring, with a tongue piece and 
back plate, answer the best. The ring should not have too 
much spring, and must fit the cylinder accurately. The valve 
of bucket may be gun-metal, and made to rise on the rod, or of 
red indiarubber, and attached to a gun-metal plate, as described 
at p. 3. The suction and delivery chambers are bolted on 
to the barrel, and the valves made in the same way. Where 
indiarubber is used the valve seats and the top of bucket are 
made with grids ; ample area must be given to the valves. 

The diameter and stroke of these pumps vary, according to 
the work to be done, from 10 inches to 30 inches diameter, and 
24 inches to 42 inches stroke. The speed should not exceed 
about 30 to 40 strokes per minute for the largest size, to allow 
the valve to close. The author has, however, worked pumps of 
this kind, 18 inches diameter by 30 inches stroke, up to 70 and 
75 strokes per minute. The rods should be of gun-metal or 
steel, either secured to the bucket by a key or by a solid collar 
in the rod, clipped by the "junk" ring of the bucket. The 
valves are sometimes made upon the " hat-band plan " ; they 
give very good results ; the valve seats in this case £ire a cylin- 
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drical grid, with a ring of thick indiarubber round same. They 
are not, however, so good as the other kinds named before, and 
are seldom used. 

AiB Pumps, to work dry, for chemical yacunm pans, are 
made much the same &s described at p. 47. The yalyes 
must not be made of indiarubber, but leather, say j^ inch to 
I inch thick, according to the size of the pump, fitted in the 
same way, and made to rise on the bucket rod, as before de- 
scribed. In some cases the valves are made of gun-metal, and 
either to rise upon the rods and pins, or of the spindle kind. 
With pumps fitted with leather valves, the author has main- 
tained a vacuum of 29^ inches. Flap valves are not often used, 
on account of the noise in working. 

It is almost unnecessary to add, the work must be of the 
highest class, and the chambers where the valves work and 
other parts well proportioned as to area. 

To obtain a high vacuum, especially when the pumps do not 
exceed 6 inches to 8 inches diameter, they may be made the 
same as a force pump; the piston is then allowed to work 
within \ inch to ^^ inch at top and bottom of the cylinder, and 
the chambers kept small and close together to save loss of air. 
The forms of these pumps vary to suit circumstances ; they may 
be made horizontal and double acting ; when small, they should 
always be made in gun-metal ; a much more efficient pump 
is obtained in this way, and does not as a rule cost much more 
than if made of cast iron, with gun-metal valves and plunger. 

AiB Pumps for condensing steam engines, and for vacuum 
pans, or where injection water is always used. — ^The pumps are 
sometimes sunk in a tank of water, and are open at the top, the 
water overflowing at the top receiver. They give very good 
results when worked upon this plan ; the wear of the rods and 
other parts is less, and the vacuum can be well maintained; 
the same remarks as to speed equally apply here. This is a 
very old type of pump ; it still, however, gives as good working 
results as any other kind, and from the facility of keeping pack- 
ings tight, is often preferred. 

Air Pumps for diving purposes. — ^To convey air to divers, 
and to ** diving bells " under water, the following kinds of 
pumps are used ; the most efiective are those made by Siebe, 
Gorman^ and Co., of which the following is a description : — 
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The double-action pump consists of two barrels fixed in a 
box, and worked by a two-throw wrought-iron crank shaft, with 
fly wheel and winch handles. Two cast-iron side frames carry 
the crank and shaft. The pumps are placed in a copper tank 
or box filled with water to keep them cool ; each pump will 
deliver 135 cubic inches of air per revolution of the crank, and 
can compress the air to 240 lbs. per square inch. The pistons 
of the pumps are composed of two leather cups, inverted. 
There are two valves at th4 top of the cylinder, one for the inlet 
of air and one for outlet, there are also two valves at the 
bottom. 

By these pumps, air can be supplied to two divers at the 
same time and working at different levels. Each diver in this 
case is in direct communication with one of the cylinders ; when, 
however, work is being carried on under water to a depth of 
90 feet, only one man should be supplied with air from the same 
pump. The pumps are enclosed in a strong teak case. There 
is a very ingenious arrangement of valves for distributing the 
air to the two divers, but as it is of a somewhat complicated 
nature it cannot be entered into here. 

These pumps are fitted in the most careful manner, and are 
very efiective in their action. Only machines of the highest 
class should be used for this purpose, as it must be remembered 
the lives of the divers depend upon the perfect action of the 
pumping apparatus and gear. 

Three-cylinder pumps are also used ; these are more effective 
in action than the above, but only one diver can be supplied 
from them at one time. The cylinders or barrels are of gun- 
metal, and open at the top. Each piston is provided with 
a valve for the admission of air ; the outlet is at the bottom of 
the barrel. The cylinders are fixed in a tank of water as 
before. The working gear is by crank shaft as before described. 

The air pipes are of indiarubber, with iron wire embedded, 
and in lengths of about 30 to 40 feet ; the diameter is about 
I inch. They are fitted together with gun-metal joints. 

Air Pumps ron Exhausting Air from Chambers or from 
large cylinders and vessels, are made sometimes horizontal, as 
described for the force pumps, at p. 26, and are worked 
direct from the end of the steam cylinder, being fixed in the 
same bed plate. The valves are gun-metal, as before described 

E 



50 PUHF8 AND PUXPIMa MAGHINEBT. 

for engine air pamps, but the piston of the cylinder is solid 
with metallic ring, and acts in the same way as a force pump. 
The pumps are usually large in diameter, and made with a 
stroke about double Uie diameter; they are usually made 
double acting. 

Pumps of the sa^ib kind, but made Yertioal. — ^A very 
good form is one made by Messrs. (George Waller and Co., of 
Southwark, where the steam cylinder is fixed on one side, and 
the air pump on the other side of the bed plate on an entabla- 
ture form of engine. These pumps are used for exhausting air 
from pickling cylinders for timber preserving ; they are made 
18 inches (and above) in diameter, and are worked rapidly ; the 
cylinders, from which the air has to be exhausted, are wrought 
iron, and 6 feet to 7 feet diameter, and 50 feet to 70 feet long. 
Only metal valves should be used in these cases, on account of 
the chemical vapours which are drawn away from the cylinder, 
which would act upon indiarubber or leather valves. The force 
pumps for driving in the sulphate of copper, creosote, or any 
other chemical used in the process, are fixed upon the same bed 
plate. They are made very strong, and the parts well pro- 
portioned, to avoid the chance of a break-down, which, in 
processes of this kind, is a very serious consideration. 

Air Pumps for Forcing Air into Apparatus. — These are 
made upon the same plan as plunger force-pumps, described at 
p. 17. They are usually made of gun-metal, and with plungers 
3, 4, and 6 inches diameter according to the work to be done. 

They are sometimes worked in sets of three, in a frame, and 
by cranks, driven either by strap from shafting or by a steam 
cylinder attached direct on the pump frame as before described. 
The area through the valves should be about one-fourth of the 
area of the plungers; only small lift must be given to them. 
The face of the valve seat should be conical, and with small 
surface ; they must be a perfect fit to prevent any escape of air. 
The plungers must fit in the gland and collar bushes, and be 
well packed. Taking 3-inch diameter pumps as an average size, 
they may be worked up to 80 strokes per minute. Safety valves 
must be fitted to the pipes, to give relief in case of undue back 
pressure. 

Larger sizes, from 12 inches diameter to 21 inches and 
above, are made with solid pistons, and on much the same plan 
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.as described at p. 26. The piston may have metallic or hemp 
packing. The pump barrels in this case are made of cast iron, 
and the valves of metal, indiarubber, or leather ; the piston or 
pump rod should be steel. All the joints of the pump and pipes 
should be faced, and the joints made with thin drawing paper well 
oiled. The passages must be kept compact to save loss of air. 
It must be borne in mind, it is more difficult to make the joints 
of vessels to retain air than any other fluid ; and if the receiver 
is of wrought iron it should be double riveted. It is also 
desirable to plane the edges of the plates, and drill all the holes. 
There are many other purposes for which air pumps of this 
class are used, but although the details vary with the special 
circumstances, the general form of the pumps is much the 
same. 

Blowing Engines (Drawing No. 6). — ^These engines were 
constructed by Messrs, Hick, Hargraves, and Co., of Bolton, and 
are designed to supply blast for the Bessemer process; they 
were made for the Mersey Steel and Iron Company in 1871, and 
are capable of supplying 1500 cubic feet of air per minute, at a 
pressure of 25 lbs. per square inch when running at 20 revolu- 
tions per minute, and indicating about 440 horse-power. 

The blowing cylinders are 54 inches diameter, the steam 
cylinders 40 inches diameter, and the stroke, viz. 5 feet, is com- 
mon to both. The admission and expulsion of air from the blow- 
ing cylinders is regulated by piston valves placed on the tops of 
the cylinders ; this form of valves is eminently suitable for this 
purpose, on account of their simplicity, durability, and the small 
amount of power required to work them. There are, in addition, 
non-return valves in the eduction pipes, to prevent leakage of 
air back into the cylinders, in the event of the piston valves 
getting worn. Steam is admitted, and exhausted to and from 
the steam cylinders by means of equilibrium lifting valves, 
actuated by *' cams " placed on lay shafts running parallel to 
the axes of the cylinders, and driven by mitre wheels from 
the crank shaft. The exhaust valves have a constant motion 
or lift, but the steam inlet valves may have four lifts by 
moving the hand levers shown in the drawing, which slide 
the sleeves carrying the admission cams along the shafts, thus 
bringing different-shaped surfaces under the toes of the rate 
rods, and cutting off the steam earlier or later in the stroke, 

E 2 
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It will be apparent from the plans that the air cyh'nders lie 
behind the steam cylinders, and are bolted down to the 
same massive frame, thus making it a self-contained machine. 

In order to facilitate starting, and also to render a light fly 
wheel sufficient, two engines are employed, having their cranks 
at right angles. This plan also ensures more steady and regular 
delivery of the air, and saves much vibration in the machinery 
and gear. 

Root's Patent Blowing Machines. — These machines are 
of the rotary class, and in design are on somewhat the same 
plan as Jones' patent gas exhauster. They can either be em- 
ployed to exhaust air or gases, or for blowing engines only, for 
smithies, blast furnaces, or for the purpose of ventilating mines ; 
they are also used for forcing air into drying rooms, for working 
pneumatic despatch tubes, and other purposes. 

The machine is constructed with two duplicate rotary 
pistons; they are fixed upon separate shafts, and work in a 
cast-iron case, having inlet and outlet openings, either at 
the top and bottom or at the sides. The two pistons are 
geared with tooth wheels, and work closely together, but are 
not in actual contact. 

The blowers are also made to work direct from a steam 
cylinder by two connecting rods, attached to the cross-head, 
working two crank discs, one being keyed on to the shaft of 
each rotary piston. The inlet of air is at the top of the casing, 
and the outlet at the bottom. 

These machines are also applied to the ventilation of mines ; 
they do not diiGfer in the system, but have pistons especially 
adapted for the purpose. One of these ventilators is in use at 
the Chiltem Colliery, Ferry hill, near Durham ; the pistons are 
25 feet diameter by 13 feet wide, and are keyed on steel shafts. 
The blower is driven by a pair of engines, 28 inches diameter 
by 48 inches stroke ; the engines are placed at right angles to 
the blower, with bevel-wheel gear 9 feet 2 inches diameter. 

When running at a speed of 15 revolutions per minute, the 
air discharged is 87,000 cubic feet per minute. The machine, 
when worked up to the full capacity, will discharge 200,000 
cubic feet of air per minute ; at 21 revolutions per minute, dis- 
charging 118,272 cubic feet of air, the water gauge being 
4*12 inches, the useful effect is 51 '4 per cent. 
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Special Blowers are constructed to work at a pressure of 
3 lbs. per square inch, and to discharge 10,000 cubic feet of air 
per minute. The rotary pistons in this case are turned on the 
periphery, and the centre part shaped. They are driven by spur 
gear, and either by strap from a. shaft or combined engine, as 
before described. 

For smiths' fires, a pressure of air equal to 12 inches of water 
will do ; melting iron in cupola, 20 inches. The maximum speed 
of these blowers is from 300 to 400 revolutions per minute. 

These machines can be applied to a large number of pur- 
poses in chemical works, and for exhausting gas in gasworks. 
Machines of this class are not very silent in working, but this is 
a matter of small importance compared with their efficiency and 
economy in the work done. It would be beyond the scope of 
this book to enter into any further detail of this class of 
machine ; enough has been stated to show what useful apparatus 
they are, and how well suited for the special purposes to which 
they can be applied. 

Air Compressors (Drawing No. 7). 

These machines are made by Messrs. Hick, Hargraves, and 
Co., of Bolton, for mining purposes. Each machine consists of a 
pair of vertical inverted single-acting cylinders or pumps, sup- 
ported on cast-iron standards. A crank shaft by connecting rods 
works the pistons of the pumps, the shaft being driven by 
spur-wheel gear from any convenient engine. 

Single-acting cylinders for machines of this design have 
been found in practice the most eflfective; two cylinders are, 
however, used to equalise the resistance, and give a more 
regular flow of compressed air. 

The cylinders are each open at the bottom; the inlet of 
air takes place at this point in the descent of the piston, 
and discharged by the closing of the valves on the top of the 
piston and opening the valves in the top valve plates, the 
air being discharged through the centre pipe common to both 
pumps. The pistons are packed with steel rings ; the connect* 
ing rods are attached direct to same. The crank pins are 
placed at right angles. The valve plates of the piston and 
delivery consist of a number of small valves and seats, to 
which only a limited lift is given ; the pistons work up very 
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close to the top valve plate to prevent loss of air, and the space 
above the valve is economised as much as possible. The base 
plate is strong, and the A franies well spread at the feet to give 
steadiness. The machine is very compact, and being vertical 
takes up very little floor space. A good foundation of brick- 
work or masonry is necessary, and long holding-down bolts 
passing through same. The simplicity of the machine is appa- 
rent ; the details of the connecting-rod crank shaft being of 
the same type as usual in engine work; the cylinders are 
80 inches diameter by 24 inches stroke. This machine can 
have an engine attached direct to the pinion keyed on the 
crank shaft ; the two bed plates either being bolted together or 
cast in one piece. The steam cylinder can be placed either 
vertically or horizontally to suit the particular case. 

AiB Compressors made by J. Fowler and Co., op Leeds, 
FOR Colliery Purposes (Drawing No. 8). 

These compressing machines are horizontal, and consist of a 
pair of coupled engines with two steam cylinders 34 inches 
diameter by 6 feet stroke, and the two air cylinders 40 inches 
diameter by 6 feet stroke. Pressure of steam, 40 lbs., cut oflf 1. 
Air compressed to 40 lbs. per square inch. 

The engines are horizontal, of the usual type, with one fly 
wheel. The valve motion is of the Cornish kind, worked by 
cams. Steam valve 8 inches diameter, and exhaust 9 inches 
diameter. 

The air cylinders are worked direct off the piston rods of 
the steam cylinders, the air receiver being placed between the 
air cylinders. The cylinders are surrounded by water, and 
are double-acting. The inlet and outlet valves are in the 
covers at each end. The inlet valves are of the " clack " kind, 
with leather flaps ; there are three to each cover. There are 
two outlet valves at each cover — mitre vftlves of gun-metal with 
deep seats ; they are guided at the top spindle, and are fitted 
with spiral springs to ensure the closing of same. This kind of 
delivery valve has been found to work the best in practice. 

The speed of the pistons equals 240 feet per minute, and the 
horse-power indicated about 482. 

The air receiver is wrought iron, 5 feet diameter by 30 feet 
long, double riveted, provided with gauge, &c. 
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The useful effect at 40 lbs. air pressure equals 25*8 per 
cent., and at 19 lbs. air pressure equals 45*8 per cent. 

Engines of this kind are very useful for supplying air to 
work hauling and other machines for underground work. As 
they are of a type well known, no further description seems 
necessary. It will be seen by the drawings that, owing to the 
great length, these machines can only be used where plenty 
of floor space is at command. 

Sturgeon's Patent Trunk Air Compressors 

(See Drawing No. 9). 

The machine about to be described is called a Class B. 

The machine is horizontal, with one steam cylinder. The 
bed plate in the centre forms the water space of the air 
cylinders. There are two air cylinders fitted into the bed 
plate, which is bored out at ea,ch end to receive them. The 
bottoms of the cylinders are faced to form the seats of the 
delivery valves, which are large cheese-shaped valves. They 
work in the bored carrier between the two cylinders, also 
forming part of the bed plate. 

These valves have white metal faces let in where they seat 
on the ends of the cylinders. The valves are kept up to their 
faces by spiral springs. 

The opening of the valves is regulated by the hard wood 
buffer. 

The inlet valves are in the hollow trunks at the bottom ; 
they work in a bored carrier forming part of the trunk pistons, 
the air passing in through the annular space. The seats of the 
valves are white metal similar to the delivery valves. A guard 
on the upper side controls the amount of opening given to the 
valves. The guards also have white metal faces to deaden the 
blow on the carriers when open. 

The two trunks are coupled by cross heads and side con- 
necting rods. The cross heads are fixed to the trunks, the 
side connecting rods working through four guides. The pump 
pistons work alternately, one taking in air, the other com- 
pressing its charge. The piston rod is attached to the cross 
head at one end, and the connecting rod from the crank pin to 
the fore trunk. The two trunks form guides, and thus save the 
complication of guide bars, as well as economise space. 
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The trunks fit the cylinder close, and have at the lower ends 
Bamsbottom steel rings. The lower parts of the trunks work 
very close to the delivery valves, leaving scarcely any clearance 
space for the expansion of air, and the cross head works up to 
the cylinder flange through a slot at each side of the outer 
ends of the cylinders. 

DouBLE-AoTiNG GoMPRESSOBS driving by a separate engine 
at Ladyhore Colliery. 

Steam cylinders, 14^ inches diameter by 24 inches stroke; 
air cylinders, 14 inches diameter by 24 inches stroke ; steam 
pressure, 85 lbs. per square inch ; vacuum, 8 lbs. ; air pressure, 
60 lbs. per square inch. These compressors are used to drive 
the following machinery underground : — Two pairs of hauling 
engines with 8-inch cylinders by 15 inches stroke; one 
3-cylinder crab winch, 5 inches diameter by 5 inches stroke ; two 
direct-acting pumps, each 5 inches diameter by 9 inches stroke, 
and the blast for three smiths' forges. 

Compressed air can be used for a yariety of purposes ; not 
only to work machinery, but for sewage purposes. On Shone*s 
Patent Pneumatic system, Sturgeon's apparatus have given the 
best results. 
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CHAPTER VI. 

ENGINES FOR WOBKINQ PUMPS. 

There are yaiious classes of engines used for working pumps, 
depending upon the quantity of water to be pumped and the 
circumstances of the particular case. Most of those in general 
use for this purpose will now be described in detail, to enable 
the reader to form an idea of the particular kind of engines 
most suitable to the case he hto in hand to execute. In some 
cases the available space for the engine house will almost decide 
the question, and more especially where the pumping has to be 
done at an existing well surrounded by other buildings. Suit- 
able engines for nearly all cases likely to arise in actual 
practice are described, making it an easy task to make a proper 
selection. 

Horizontal Hioh-Pressube Engines (Drawing No. 10). 

When a moderate amount of water only is to be pumped, 
this class of engines are the best. They are yery simple in 
construction, have few working parts, and can be looked after 
by unskilled men. 

An engine equal to 12 horse-power nominal, of this class, 
should be of the following dimensions : — Cylinder, 12 inches 
diameter by 21 inches stroke ; piston rod of steel, 1| inches 
diameter ; piston, 4 inches deep, packed with a single ring upon 
the locomotiye plan, the rod being collared and clipped by the 
upper and lower joints of the piston. The area of the steam 
ports should be 7*5 square inches. Variable expansion gear 
should be fitted, capable of cutting off at J to | of the stroke. 
Crank pin, 2| inches diameter by Sj^ inches long. Crank shaft, 
4^ inches diameter. Main bearing of hard gun-metal, 4^ inches 
diameter by 5^ inches long. Connecting rod, wrought iron and 



58 PUMPS AND PUMPING MACHINBBY. 

42-inch centres. Fly wheel, 7 feet 6 inches diameter, and to 
weigh 25 cwt., square rim, turned on the periphery, with split 
boss, and hooped with wrought-iron rings ; the wheel should be 
carefully balanced. 

The bed plate is of the box form ; the size is about 11 feet by 
2 feet 4 inches. The bottom of the bed plate is planed to ensure 
an even bed on the stone, and is 5 inches deep and |-inch metal, 
held to the foundation by seven 1-inch diameter bolts passing 
through the bosses on the plates into the brickwork, and secured 
by plates, &c. The cylinder and jacket should be packed with 
felt and lagged with mahogany, secured by brass bands. 

The governor may be Porter's or Tangye's patent high 
speed. No force pump should be attached to the engine ; the 
boilers should be supplied by an injector or donkey pump in the 
boiler house, hereafter named (see p. 93). 

The pressure of steam should be 40 to 50 lbs. per square 
inch. The speed of piston not to exceed 250 feet per minute. 

The work should be the best ; and when this is the case, 
little or no repairs would be necessary for several years. A 
break-down with a pumping engine in most cases is attended 
with serious consequences, and every possible precaution should 
be taken to avoid it. 

Where the engines do not exceed 16 horse-power nominal, 
unless plenty of water can be had cheaply for condensation, 
high-pressure engines are the best to use ; where the power 
required is beyond this, another class of engine may be 
employed. 

These engines are usually made 8, 10, 12, 14, 16, 18, and 
20 horse-power, the dimensions varying to suit the power. The 
engine (12 horse-power) described in detail, has been given as 
a good average size. It would take up too much space in a 
work of this description to give all sizes in detaiL 

Foundations. 

The height of the centre for an engine of this size (12 
horse-power) should be 2 feet 8 inches to 2 feet 6 inches from 
the floor of the engine house ; the thickness of stone 1 foot 
6 inches to 2 feet, the floor being 1 inch above the joint between 
the stone and brickwork. The depth of brickwork below the 
stone should be 4 feet, the footings three double courses. The 
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length of the holding-down bolts from top of stone 4 feet. The 
depth of the concrete 18 to 24 inches^ spread 12 inches wider 
than the footings all round ; if the bottom is not good, more 
concrete should be used. 

In boggy places piles should be driven to the solid earth, 
cut off level at the tops ; a platform of timber should then be 
laid, and on this concrete at least 24 to 30 inches thick. 

The holding bolts must be provided with large plates and 
cottars, pulling against 4-inch stones (the full width of the 
foundation) at each set of bolts, or cast-iron plates may be used. 

A good foundation in the first instance will always prove 
the most economical in the end, as the wear and tear of the 
engine, especially if performing heavy work, will always be 
materially less. The chance of a break-down is also much 
lessened, on account of the rigidity of the engine and consequent 
freedom from vibration. Where stone cannot be procured, 
the engine may rest upon an oak frame bedded in the brick- 
work. 

High-Pressure Condensing Engines. 

This class are either made horizontal, as above, or beam 
engines. For sizes, however, up to say 16- to 18-inch cylinders 
they may be made horizontal. In this case, length and not 
Jieighi in the engine room has to be considered. The most 
simple form is constructed in the same way as the high-pressure 
engine named above, the air pump being worked at the back 
end of the cylinder direct, the condenser surrounding the pump. 
The cold-water pump is worked off the cross heads. Expansion 
gear is used, and steam at about the same pressure ^as named 
before. Engines of this class give very good results as to fuel, 
but the wear and tear is necessarily more than in high-pressure 
engines, on account of the increased number of moving parts. 

It is advisable to have a skilled attendant in charge, as the 
engines are more complicated in their action, and therefore 
require more careful attention. Particular attention is called 
to this, as ignorant men are too often placed in charge of such 
machinery. 

Beam Condensing Engines. 

Where the length of bed plate is an object, and where the 
cylinders are above 18 inches diameter, this form of engine 
possesses many advantages, although the first cost is much 
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higher than horizontal coDdensing engines. The cylinder is 
much the same as before, bat fixed vertical. The beam should be 
formed of two wrought-iron slabs with wrought- or cast-iron 
distance pieces, to carry the gudgeons. The slides are worked 
by eccentrics from a rocking shaft, the eccentric rods being 
fitted with a gab end to allow the engine to be run either way. 
This arrangement is also yery useful in starting a large engine, 
as, by means of a hand lever, the man can put the slide into 
any position and admit steam at either side of the piston. The 
air pump is worked half way between the cylinder and main 
centre, and is half the stroke of the cylinder ; it is constructed 
as described at p. 48. The condeni^er usually surrounds the 
pump ; the cold-water pump is worked off the other side of the 
centre near the crank. In some cases the pump for raising the 
water is worked direct off the beam near the crank shaft ; this 
plan is described in detail at p. 64. 

The piston speed should be slow, say 200 feet per minute. 
The fly wheel should be heavy and of large diameter, the weight 
being duly proportioned to the size of the engine. 

The entablature for main centre is either carried by a 
column or columns, or on a girder fixed in the walls of the 
engine house, which should be made thicker at this part. The 
entablature should be box section, well ribbed on the inside. 

High- and Low-Pressurb Engines. 

This type of engine, known originally as the "Woolf" 
engine, is used when the quantity of water to be pumped is 
large, and for sizes, say, above 20 horse-power. 

They consist of two cylinders, one high-pressure and one 
low-pressure ; after the steam is discharged from the high- 
pressure cylinder it enters the low-pressure cylinder, which is 
assisted by the air pump in the same way as a condensing 
engine. A high rate of expansion is used. They are very 
economical in working, especially as to the consumption of fuel. 

They are made both in the form of " beam " and horizontal 
direct-acting ; one of each kind will be described ; the details of 
the various sizes of course vary very much, according to power 
of engine. 

There has been much discussion as to the economy of this 
class of engine ; it seems, however, now to be agreed that for 
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large engines, especially for pumping purposes, they give higher 
results than most of the usual types of rotating engines. 

High- and Low-Pressure Horizontal Engines. 

The most simple form, where space will allow, is to arrange, 
on one bed plate, the low-pressure cylinder at the back of the 
high-pressure cylinder, the air pump and condenser at the back 
again. It is a very good form of engine, but the length of the 
bed plate, unless there is plenty of space, precludes its general 
use. Except the addition of the low-pressure cylinder between 
the high-pressure cylinder and the air pump, it is the same kind 
of engine as the high-pressure and condensing engine described 
at p. 59. 

When the required floor space cannot be had, the air pump 
can be fixed vertical, and either be worked oflf the cross head 
by a rocking lever, from the end of the crank shaft at the front 
of the engine, or between the main bearing and the fly wheel, 
either direct by double crank or by gear ; the space at command 
between the bed plate and the fly wheel and other circumstances 
must decide this. 

No. 2 Form. — The high- and low-pressure cylinder may be 
placed side by side and worked by the same crank shaft, the 
air pump being surrounded by the condenser, and placed at the 
back of the low-pressure cylinder ; all the other details of cross 
head, &c., are much the same as before. One advantage of 
this arrangement is the space saved, which is often a very 
important consideration. 

Any of these horizontal types of engines can be constructed 
and fixed at less cost than any form of vertical engine ; the 
foundations and the cost of the engine house also are far less. 
All the strain is direct, and kept low ; the shocks, when pumping 
for high lifts, are much less than with vertical engines, added 
to which the parts are so comparatively simple that a less 
skilled attendant is required to look after them, and the chances 
of a break-down are more remote. Some of the types of the 
above engines are specially described at p. 75, with working 
results ; they have been specially selected to give data of (Kstual 
performance spread over a long period. 
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High- and Low-pressure Vertical Engines. 

These engines are constructed with an entablature resting 
either on four or six columns bolted to the bed plate. The 
high-pressure cylinder being placed at the front and the low- 
pressure next, the air pump fixed either close to it or on 
the outer side of the frame ; a three-throw crank, running in 
bearings fixed on the top of entablature, is worked by the 
cylinders ; the air pump and condenser in this case are placed 
below the floor line, and the cold-water pump worked off the 
cross head of the air pump. In some cases the low-pressure 
cylinder is fixed below the high-pressure under the floor line ; 
when this is done, all the parts should be arranged to allow of 
easy access ; no entablature is used in this case, but A frames 
fixed to a bed plate ; the cost of the foundations is, however, 
much increased by this arrangement, and for several reasons 
this form of engine is not to be recommended unless the circum- 
stances of the case leave but little choice. 

High- and Low-pressure Beam Engines. 

The compound principle was first applied to this form of 
engine, and where space will allow, and the first cost is not the 
only consideration, they are a very suitable form of pumping 
engine. The two cylinders are placed side by side, the high- 
pressure being at the end of the beam, the low-pressure close to 
it (or the reverse), and the air pump with its condenser below, 
about midway between the high-pressure cylinder and the main 
centre. The pump is either worked off the other end of the 
beam, near the crank shaft, as described at p. 64, or by means 
of spur gear from same, working a separate shaft driving the 
pump shafts; this latter arrangement must always be made 
when there are three pumps to be worked. 

These engines give very good results, and when worked at 
a piston speed not exceeding 200 feet per minute, the con- 
sumption of fuel does not exceed 2 lbs. per horse-power per 
hour. The foundations should be heavy and the walls of the 
engine house substantial. The wear and tear of these engines 
is not great, the work is done quietly and very free from vibra- 
tion. Steam of 50 to 60 lbs. per square inch is used, and the 
cylinders are fitted with variable expansion gear ; the cylinders 
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should be steam jacketed^ felted, and lagged with mahogany ; 
all the pipes should be protected in the same way« In some 
eases super-heaters are used with much advantage. 

These engines, in the author's opinion, cannot be very ad- 
vantageously employed except where the quantity of water to be 
pumped is large. Skilled men only should be allowed to have 
charge of such costly mewjhinery ; all the glands want very careful 
packing, not only to prevent loss of steam, but to save any undue 
friction ; the parallel motion must also have very careful super- 
vision. 

The kinds of valves used for the steam and exhaust differ : 
one plan is a D slide, with a grid at the b£U3k for the expansion 
slide to work on ; or valves on the Cornish system of gun-metal 
double beat, or on the " Corliss '' system. Engines of this kind 
will now be described, from which, it is hoped, a good idea may 
be formed by those who are not intimately acquainted with 
such machinery. 

High- and Low-pressure Compound Beam Engines (Drawing 
No. 11), constructed by Messrs. Simpson and Co. for the 
Lambeth and the Chelsea Water Works Oompaniea 

These are beam engines, and are worked coupled, with one 
fly wheel, the cranks being set at right angles. The high- 
pressure cylinders are 28 inches diameter by 5 feet 6| inch 
stroke, and the low-pressure cylinders 46 inches diameter by 
8 feet stroke. One pump to each engine, 23| inches diameter 
by 6 feet 11 inches stroke. 

The beams are cast iron, consisting of two cheeks, with 
wrought-iron gudgeons ; the length between the end centres is 
26 feet 6 inches, the depth at the centre is 5 feet. The main 
centre is 1 foot 4J inches diameter, the height of same from 
the engine-house floor being 21 feet 4 inches. The fly wheels 
(one to each pair of engines) are 21 feet diameter and weigh 
13 tons. 

The pistons of each cylinder are made solid, the high-pressure 
being 20 inches deep, low-pressure 12^ inches ; both are packed 
with Bamsbottom steel rings. 

The air pumps are 30 inches diameter by 3 feet | inch 
stroke, and are worked off the beam at the same side of the 
main centre as the steam cylinder ; the condensers are placed 
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below the floor line. The cold-water pumps are 3 feet | inch 
stroke, and are worked off the beam near the main pumps. 

The valves for the cylinders are of the piston kind, and are 
worked by a " cam " driven by cross shaft and bevel gear. 
The cut off varies from one-third to two-thirds of the stroke ; 
this system of valves answers perfectly. The cylinders are 
steam jacketed at the sides and bottoms. 

The pumps are of the bucket-and-plunger kind, the buckets 
being 24 inches diameter by 6 feet 11 inches stroke ; the 
plungers are 16i inches diameter. The suction valves of the 
pump are annular, of gun-metal, working on gun-metal seats. 
The buckets of the pump have a single annular valve; the 
buckets are connected to the plungers by a rod keyed into a 
socket, with a collar upon same to regulate the opening of the 
valve. The delivery valves are of gun-metal and of the flap 
kind. 

The connecting rods to the cranks have single ends, and 
work between the cheeks of the beam. The connecting rods to 
the pumps are double, and are placed on the outside of the 
beam, and near the end centre ; they are about 24 feet long, 
centres to centres, and I section ; the lower ends of the rods are 
attached to a cross head to which the plungers are keyed ; the 
cross head is fitted with rubbing guides, which work on guide 
bars fixed on either side of the pumps. This is a very inge- 
nious arrangement, as it enables the pumps to be placed near 
the end of the beam, the cranks working in between the double 
rods and clearing the cros3 heads. 

The pressure of steam used in the cylinder is 40 lbs. per 
square inch. The coal used by these engines is 1*61 lb. per in- 
dicated horse-power per hour. 

The author gives, on the following page, a Table (A) of a trial 
of engines of this kind, made by T. Hawksley, Esq., M.I.C.E., 
which gives very remarkable results as to water pumped and 
fuel consumed. 

These engines have been free from break-downs; at the 
Lambeth Company's works six sets have been working in one 
house for the last thirty years, and are working now (1882) in 
the same steady way as they were in 1864, when the author 
previously saw them. He was lately informed by the supeiv 
intendent of the works that no beam or connecting rod has ever 
been fractured, a fact that shows the careful design of the 
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sections^ good quality of the castings, and workmanship. The 
engines at Ditton pump the water, through a 30-inch diameter 
main, 10^ miles, to Brixton, under a head of about 200 feet. 
The speed of working is about fourteen revolutions per minute 
of the crank shaft. 

High- and Low-pbessube Compound Beam Engines for 
Low Lift, working at the Lambeth Waterworks at Ditton, 
also by Messrs. Simpson and Co. 

They were each designed to pump 420,000 gallons of water 
per hour 35 feet high. There are two sets of engines, each of 
which may be described as double engines, having two beams 
each, the high-pressure cylinder working one beam and the low- 
pressure cylinder the other, with one crank shaft and fly wheel 
to each set. The steam passes through a steam-jacketed 
receiver on its way from the high-pressure to the low-pressure 
cylinder. There are four pumps to each engine working on 
either side of the main centres. 

The high-pressure cylinder is 1 foot 9 inches diameter ; low- 
pressure ditto, 3 feet diameter by 5 feet 6 inches stroke. 
Pump plungers 2 feet 3 inches diameter by 4 feet stroke. 

The pressure of steam is 60 lbs. per square inch cut off at 
one>-fifth of the stroke. 

The speed of piston is 240 feet per minute. The quantity 
of water pumped by each of the engines is 490,000 gallons per 
hour. The performance of these engines and their steady 
working is remarkable, even when running at 330 feet per 
minute. It may be mentioned that the quantity of water 
thrown by both engines under these circumstances equals about 
100 tons per minute. 

The description of engines given fairly represents this kind ; 
and although in some instances the dimensions may differ, the 
working results as to fuel and cost of pumping will be much 
the same. 

Table B shows the result of a trial made of these engines 
by Mr. John Taylor, M.I.C.E., in October, 1881. In the 
author's practice he has never met with such a result — the fuel 
consumed per indicated horse-power = 1 • 55 lb. Welsh coal, 
and the duty = 103 • 112 million foot-pounds per 112 lbs. of coal. 
The table is so clear that it does not require any farther ex- 
planation. 
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Table B. 

Opfioial Trial op Two Low Lift Pumping Engines, construoted by Simpson 
AND Company, Grosvenor Road, Pimlioo, London, S.W., for ttie Lambeth 
Waterworks Company, Ditton. July, 1881. 

These engines were each designed to pump 420,000 gallons of water per hour 
85 feet high to supply the new filter beds. 

They are compound beam, with the cranks set at right angles, the steam from 
the high-pressure cylinder passing through an intermediate receiver on its way 
to the low-pressure cylinder. 

The cylinders and receivers are completely steam-jacketed with boiler steam. 

Steam was supplied by four Cornish boilers, each 5 feet 6 inches in' diameter 
by 27 feet long. 

, Welsh coal was used, and the trial was carried out by John Taylor, Esq., 
M.I.C.E., on September 30th, 1881. 



Leading Dimensions of Engines and Pumps, 



Diameter of small pistons 1 

Diameter of large pistons 3 

Stroke of pistons 5 

Diameter of pump plungers . . . . 2 

Stroke of pump plungers 4 

Number of plunger pumps to each engine 4 



ft. in. 
9 

6 
3 








Observations Taken. 






Time, 


Nob. on Counters. 
Engine IE Engine L M 


Average Bevolntions 
per Minute. 

IE LM 


Average Height 
of Lift. 


Average Boiler 
Pressure. 


10.0 a.m. 
6.15 P.M. 


00000 
10,545 


00000\ 
10,785/ 


21-3 


21-79 


feet 
34-974 


lbs. 
59-26 



Time. 


Average Vacuum. 
IE LM 


Barometer. 


Average Gallons per hour. 
IE LM 


IO.Oa.m.'I 
6.15 p.m./ 


27-90 


27-54 


30-41 


481,400 


492,350 



Table of Results, 



Total average 
Actual Horse- 
power In Water 
lifted by both 
Engines. 


Total Goal 

used, including 

100 lbs. of 

Ashes. 


Duty per 

1121bs.ofCk)al 

in million 

foot-lbs. 


Mean Indicated 

Horse-power of 

both Engines. 


Lbs. of Coal 

per Indicated 

Horse-power 

per Hour. 


Lbs. of Coal 
per Actual 

Horse-power 
per Hour. 


172-011 


cwt. 
27-25 


103-112 


238-77 


1-55 


2-15 



The quantity of water pumped was determined by the careful measurement of 
a reservoir which contains 2,103,603 gallons ; and at a trial made August 31st to 
ascertain the least time in which the reservoir could be filled, the en'gines pumped 
2,103,603 gcJlons in 1 hour 40 minutes, thus exceeding their contract quantity by 
50-25 percent. 

(Signed) John Taylor, M.I.C.E. 

Oc#o6er, 1881 

F 2 
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High- and Low-Pressure Pumping Beam Engines at 
Clifton, near Bristol, made and erected by Messrs. 
Simpson and Co. (Drawing No. 12). 

The pumping machinery consists of two pairs of compound 
beam engines of the intermediate receiver type, actuating four 
double-acting pumps of the kind known as '^ bucket and 
plunger." 

Each pair comprises two complete single engines, viz. one 
high- and one low-pressure engine, coupled together by means 
of cranks at right angles on one fly-wheel shaft. 

Each single engine, with its pump, is complete in itself, and 
can be worked independently, but they are coupled in pairs in 
ordinary work, so as to obtain the maximum uniformity of rota- 
tive eflfect in the engine with a high rate of expansion, and 
likewise to regulate the relative action of the pumps in order 
to obtain the most uniform flow of water in the suction and 
delivery mains. 

The high-pressure cylinders are 25^ inches, and the low-pres- 
sure 38 inches diameter, both having a stroke of 5 feet 6 inches. 
They are each connected to the ends of their respective beams 
by a simple single-link parallel motion, the extreme opposite 
ends of the beams being connected to the cranks which govern 
the relative movement of each pair of steam pistons and pump 
buckets. The distance between the cylinders and connecting- 
rod gudgeons on the beams is 18 feet 10|f inches. 

The cylinders are completely enveloped with a steam space, 
which is so connected to the boilers as practically to form a part 
of the same. The lowest part of the steam space of each 
cylinder is considerably above the tops of the boilers, and all 
the steam flow and return connections are arranged with a con- 
tinuous fall, without water pockets, so as to promote an active 
circulation of steam at the temperature of the boilers. 

The whole of the external surface of the cylinders is coated 
with non-conductiDg composition, and covered on the sides with 
polished mahogany lagging, and on the tops with bright moulded 
cast-iron covers. 

The distribution of the steam is eflfected by slide valves 
with Meyer's expansion gear. Each end of all the cylinders 
has its own set of valves, which can be eitsily and independently 
adjusted to regulate the various points of the distribution ; and 
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the period of steam admission into both high- and low-pressure 
cylinders can be varied from to '75 of the stroke while the 
engines are working. 

The intermediate receivers are also each enveloped by a 
steam space^ covered with non-conducting composition, and 
lagged similar to the cylinders. In order to render them more 
eflScient as superheaters, the steam on its passage through each 
is conducted past a narrow annular space, formed by an inside 
cylindricaf casing, and the inner walls of the space filled with 
steam at a high temperature. 

The high-pressure cylinder can be shut off, and the receiver in 
each case supplied with steam direct from the boilers, when it is 
desired to work the low-pressure engine by itself, and viee versa. 

The steam is exhausted from the low-pressure cylinders 
into surface condensers placed on the main leading from the 
supply reservoir to the suction standpipes. The surface con- 
densers are cylindrical, filled with gun-metal tubes, through 
which the exhaust steam passes, the water from the reservoir 
flowing to the standpipes outside the tubes. 

The air pumps are placed close to the condensers, but at a 
lower level, so as to thoroughly drain the same, and are single- 
acting bucket pumps, worked direct from the beams of the low- 
pressure engines. 

The condensed water is discharged into a cistern, from 
which it is drawn by the feed pumps, and again forced back 
into the boilers. By this arrangement the quantity of water 
required for working the engines is reduced to a minimum, 
thereby effecting a great saving, the water supplied" to the main 
pumps having been filtered and already raised to a great height, 
and being therefore very valuable. 

The main pumps are 17^ inches diameter by 4 feet 7t^ inches 
stroke. They are divided in pairs, corresponding to the high- 
and low-pressure cylinders of each pair of engines, and are 
driven from the crank-shaft ends of the main working beams. 

• Each pair of pumps are fixed on one suction pipe, and draw 
their water from single open-topped standpipes placed in the 
pump wells, both of which receive their supply through one 
long main from a reservoir some distance away. 

There are two delivery air vessels, one for each pair of 
pumps, the outlets of which are connected into one main 
delivery pipe. 
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The pump valves are of the double-ring description, with 
four beats of sufiScient diameter and area to admit of the pumps 
being worked with the greatest economy, at a speed of twenty 
double strokes per minute. 

Table C shows the result of a trial of two compound engines, 
also made by Mr. John Taylor, M.I.CE. The table speaks for 
itself, and needs no further comment. 



Tabus 0. 

Official Trial of two Botativb Compound Beam Engines, oonstbtjoted bt 
Simpson and Company, Gbosybnob Boad, Pimlioo, London, S.W., fob 
THE Clifton Extension of the Bristol Waterworks. 

These engines were designed to pump together 180,000 gallons of water per 
hour, 175 feet high. 

They are on the system of E. A. Cowper, Esq., with an intermediate receiver, 
through which the steam passes on its way from the high-pressure to the low- 
pressure cylinder. 

The cylinders are completely steam-jacketed with boiler steam, and the 
delivery fiom the pumps passes through a surface condenser. Steam was obtained 
from two Lancashire boilers, 7 feet in diameter by 30 feet long. 

Welsh coal was used, and the trial was carried out by John Taylor, Esq., C.E. 



Leading Dimension of Engines and Pumps, 

a 

Diameter of piston of small cylinder 2 

Diameter of piston of large cylinder 3 

Stroke of pistons 5 

Diameter of barrel of bucket-and-plunger pumps (two to 

each) 1 

Stroke of pumps 4 



in. 

li 

2 
6 

5i 
7* 









Observations taken 


t. 








Date of Trial. 


Nos. of Gounten. 


Average Revolntions 
per Minute. 


Average 

Height of Lift 

from Mercurial 

Gauge. 


Average 

Boiler 

Pressure. 


April 13th, 1880. 
7.51 A.M. 
1.27 p.m. 

4. „ 


No. 3. 
405,240 
411,666 
412,518 
414,352 


No. 4. 

408,500 
415,030 
415,030 
416,804 


No. 3. 

1912 

14-2 

19-72 


No. 4. 

19-43 
19-07 


196-86 
176-00 
196-97 


60-0 
57-0 
601 


Date of Trial. 


Average Vacnmn. 


Barometer. 


Average Gallons 

of Water 

delivered per 

hour. 


Remarks. 


April 13th, 1880. 
7.51 A.M. 

1.27 p.m. 
2.27 „ 
4. „ 


No. 3. 

27-5 
27-4 
27-7 


No. 4. 

27-7 
27-7 


29-'75 


222,796 

82,047 

224,161 


Fires had to be cleaned 
out at 1.27 P.M., and 
No. 4 engine was 
stopped for 1 hour, 
as steam ran down. 
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Tables of Results, 






Total aTerage 
Actual Hone- 
power in 
Water, lifted 
tnreacb 
loigine. 


TotalGoab 

Tuedfinclading 

3*29 cwt. of 

Aabea. 


Doty per 
112 Ibe. of 

Goal in 
millioiui of 

fbofc-lba. 


Mean 

Indicated 

Horse-power 

of each 

Engine firom 

Diagruna. 


Lbs. of Goal 

perlndicaied 

Horw-power 

perlAnir. 


Lbs. of Coal 
per Actual 

UorBe-power 
per boar. 


CwtB.ofOoal 
nnclnding 
Ashes) per 
hour taken 
on the total 

Actaal Horse- 
power. 


98*38 


88-29 


98-67 


117-5 


1-94 


2-32 


4-06 



April, 1880. 



(Signed) 



John Tatlob, O.E. 



Note. — In the aboye table the aahee, amounting to nearly 10 per cent, of the 
total coal used, are included ; if they were deducted the results would be as 
under : — 



Total average 
Actnal Hors&> 

W lower in 
ater lifted 
by eadi 
Engine. 



Total Goals 

used in cwts. 

(Ashes 

deducted). 



Duty per 
112 lbs. of 

Goal in 
millions of 

foot-lbs. 



98-38 



3000 



109-49 



Mean 

Indicated 

Horse-power 

of each 

Engine fh>m 

epigrams. 



Lbs. of Goal 

E>r Indicated 
orse-power 
per hoar. 



Lbs. of Goal 

per Actaal 

Horse-power 

per hoar. 



117-5 



1-75 



2-09 



Cwts. of Goal 
rdedocting 
Ashes) per 
hour taken 
on the total 

Actaal Horse- 
power. 
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High and Low Pressure Compound Beam Engines for 
Waterworks Pumping. — Constructed by Messra Easton 
and Anderson (Drawing No. 13). 

The following engines were manufactured and erected by 
Messrs. Easton and Anderson. A short description is given of 
each, with actual data of working results. It will enable the 
reader to form an idea of the dimensions, &c., of engines suit- 
able for the performance of a required amount of work. They 
are all made on much the same plan, but differ as to details. 
The leading dimensions of several engines by this firm will now 
be given, with actual working results, both as to water pumped 
and fuel consumed. 

1. Brighton Waterworks. — One of the engines is constructed 
as follows : — 

It is a double cylinder, compound, condensing beam engine, 
with two deep-well lift pumps under the beam, one on each 
side of the centre of the beam, one high lift bucket and 
plunger pump under the beam on the crank side, and a similar 
pump placed under the outer end of the fly-wheel shaft, and 
worked by a crank on same. Cylinders 28 inches diameter by 
6 feet 4 J inches stroke, and 46 inches diameter by 8 feet stroke. 
The number of revolutions per minute = 16. Deep- well pumps, 
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each, 33i inches diameter by 2 feet 6 inches stroke, with a 
lift of 129 feet net. One bucket and plunger pump, under 
beam, for middle service, 24 inches and 17 inches diameter, by 

3 feet 6 inches stroke; 92 feet lift net. One similar pump, 

4 feet stroke, for ,high service, with a lift of 166 feet net 
Engine indicates 250 to 300 horse-power. Efficiency 75 to 80 
per cent. 

Portsnumth Waterworks. — One of the engines is as follows : — 
It is a double cylinder, steam-jacketed, compound, condensing 
beam engine, working one double-acting pump under the beam, 
on the crank side. Cylinder 27 inches diameter by 3 feet 
9 inches stroke, and 38 inches by 6 feet stroke. Pump 23 
inches diameter by 3 feet stroke. Number of revolutions per 
minute = 22, indicating 140 horse-power. Total head on 
pumps = 160 feet. Work done = 2376 gallons of water lifted 
per minute. 

Lamheth Waterworks, — One set of the engines is as fol- 
lows : — 

Two single cylinder, steam-jacketed, beam engines, with 
surface condenser, acting on cranks at right angles on the same 
fly-wheel shaft, form together a compound engine. Each 
engine works one bucket and plunger pump under the beam on 
cylinder side. Cylinders 22J inches diameter and 45 inches 
diameter by 5 feet 6 inches stroke. Pumps 22J inches and 
16 inches diameter by 2 feet 9 inches stroke. Number of revo- 
lutions per minute = 22, indicating 163 horse-power. Total 
head on pumps = 226 feet. Work done = 2083 gallons of 
water lifted per minute. Efficiency 89 to 91 per cent. 

Antwerp Waterworks. — There are four double cylinder, 
steam-jacketed, compound, condensing beam engines, arranged 
in two pairs, each pair being connected by working cranks at 
right angles at the end of a fly-wheel shaft common to both. 
Each of the four engines works one bucket and plunger pump 
under the beam on cylinder side. Cylinders 18^ inches diameter 
by 3 feet 8 inches stroke, and 30 inches diameter by 5 feet 
6 inches stroke. Pump 22^ inches and 16 inches diameter by 
2 feet 9 inches stroke. Number of revolutions per minute = 
22, indicating 100 horse-power. Total head on pumps = 280 
feet. Work done = 1042 gallons of water lifted per minute. 
Efficiency nearly 90 per cent. 
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Bamsgate Waterworks. — ^A double cylinder, steam-jacketed, 
compound, condensing beam engine. The fly-wheel shaft carries 
spur gearing to drive two sets of three-throw pumps, one wheel 
in each set of gearing being made to slide in or out of gear, if 
required. Cylinders 15 inches diameter by 3 feet 1^ inch 
stroke, and 25 inches diameter by 4 feet 6 inches stroke. 
Number of revolutions per minute = 30, indicating 75 horse- 
power. First set of pumps is 14 inches diameter by 2 feet 
stroke; second set of pumps is llf inches diameter by 2 feet 
stroke. Each set makes 13 revolutions per minute. Total 
head on pumps = 200 feet, and at times more. Work done by 
first set of pumps = 516 gallons lifted per minute ; work done 
by second set of pumps = 360 gallons lifted per minute. 

Sevenodks Waterworhs. — ^A similar engine to the last, 
working one set of three-throw pumps only. Cylinders 12J 
inches diameter by 2 feet stroke, and 20 inches diameter by 
3 feet stroke. Number of revolutions per minute = 40, indi- 
cating about 45 horse-power. Pumps llf inches diameter by 
2 feet stroke, making 12 revolutions per minute. Net head to 
which water is lifted = 275 feet. Work done = 338 gallons 
lifted per minuta 

It will be observed that all the engines named give very 
high results as to economy in fuel; they are fine machines, 
perform their duty in the most admirable manner, and reflect 
the highest credit upon Messrs. Easton and Anderson. 

The author believes the flrm were one of the first to apply 
the compressed system to waterworks pumping, and for 
upwards of thirty years have successfully carried out many 
large works of this kind, only a few examples of which could 
be described in the space at disposal. 

HoBizoNTAL DiEEOT AcTiNG PuMPmo ENGINES, Constructed by 
Mf ssrs. Hick, Hargraves & Co., Bolton. (Drawing No. 14). 

These engines have cranks at right angles arranged to 
be worked either together or separately. The steam cylinders, 
which are 24 inches diameter by 4 feet stroke, are con- 
nected with the crank shaft pedestals by " Corliss " frames, 
which allow of a maximum strength with a minimum of 
weight, the material being disposed in the direct line of 
the strain, and not, as in the old form of frame, at some 
distance below it. The pumps lie behind the cylinders, and 
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are bolted down to a sole plate, which extends under the 
cylinders also. The valves of the steam cylinders are common 
slide valves, having " Meyer " cut-off valves working on their 
backs, which can be made to approach, or to recede from one 
another by means of right and left handed screws formed on 
the valve rods, thus increasing or diminishing the lap, and 
cutting off the steam earlier or later in the stroke. The pumps 
are double acting, and are 9 inches diameter by 4 feet stroke ; 
the valves are of gun-metal, working on gun-metal seats. The 
pumps draw water from a well 13 feet deep, and deliver it at a 
height of 240 feet through 3500 yards of 9 inch and 8 inch 
pipes. They are calculated to deliver 40,000 gallons per hour 
when running at their nominal speed of 22 revolutions per 
minute ; this corresponds to an indicated horse-power of 140. 

These engines were made in 1874, and are for supplying water 
to the hydraulic establishment at the Eoyal Arsenal, Woolwich. 
They are a good example of this type of pumping engine ; well 
designed, and suited for the work to be done. 

The DiFFEREijfTiAL Pumping Engine 
(Drawings Nos. 16 to 18). 

Davey's Patent Pumping Engines. — These engines are 
constructed by Messrs. Hathorn, Davey, and Co. of Leeds, and 
are on an entirely different system to the ordinary type of pump- 
ing engines. A description is given in detail, describing the 
system, and also data of actual working results. The engines 
are specially adapted for deep-well and mine pumping, and for 
the heavier class of work, and have been adopted largely for 
the water supply of towns. 

The differential engine exists in two distinct types, viz. the 
single cylinder and the compound engine ; the latter, admitting 
of being worked with high degrees of expansion, is capable of 
realising the greatest economy in fuel. 

The difierential gear is equally applicable to vertical or 
horizontal engines, the former type being usually adopted for 
water works or sewage pumping engines ; while for mines, where 
it is often impracticable to place cylinders vertically above the 
shaft, the latter, working either from the surface by means of 
quadrants, or underground with the well-known double-ram 
pump, is usually employed. 

The chief peculiarity in the invention is the simple manner 
in which the engine is made perfectly safe in working under 
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all conditions of load, automatically varying its supply of steam 
in proportion as the load on the engine increases or decreases, 
the distribution of steam being such that the pumping is per- 
formed without shock. 

The distribution of steam is effected by coupling the motion 
of the engine with that of a piston having a uniform velocity. 
The engine is made to cut off steam by its motion, whilst the 
uniformly moving subsidiary piston is employed in admitting 
it As long as the resistance to the engine is sufficient to 
prevent its motion becoming relatively equal to that of the 
subsidiary piston, steam is admitted up to a fixed point of cut 
off ; but should a loss of resistance or a superior pressure of 
steam cause the engine to acquire a speed relatively greater 
than the speed of the subsidiary piston, then the motion of the 
steam valve would be reversed earlier, and the supply of steam 
would be adjusted to the altered conditions. The modus 
operandi is best illustrated by the following diagrams. 

The action of the differential valve gear is illustrated in the 
diagrams, Drawing No. 19. These diagrams are not drawn 
to scale, but are intended to show clearly the action of the 
gear; whilst Drawing No. 20 shows a practical example of 
its application to a compound engine. The main slide valve G 
is actuated by the piston rod through a lever H working 
on a fixed centre, which reduces the motion to the required 
extent and reverses its direction. The valve spindle is not 
coupled direct to this lever, but to an intermediate lever L, 
which is jointed to the first lever H at one end ; the other end 
M is jointed to the piston rod of a small subsidiary steam 
cylinder J, which has a motion independent of the engine 
cylinder ; its slide valve I, being actuated by a third lever N, 
coupled at one end to the intermediate lever L, and moving on 
a fixed centre P at the other end. The motion of the piston in 
the subsidiary cylinder J is controlled by a cataract cylinder K 
on the same piston rod, by which the motion of this piston is 
made uniform throughout the stroke ; and the regulating plug Q 
can be adjusted to give any desired time for the stroke. 

The intermediate lever L, has not any fixed centre of 
motion, its outer end M being jointed to the piston rod of the 
subsidiary cylinder J ; the main valve G consequently receives a 
differential motion compounded of the separate motions given to 
the two ends of the lever L. 
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If this lever had a fixed centre of motion at the outer end 
M, the steam would be cut off in the engine cylinder at a con- 
stant point in each stroke, on the closing of the slide valve by 
the motion derived from the engine piston rod ; but inasmuch 
as the centre of motion at the outer end M of the lever shifts in 
the opposite direction with the movement of the subsidiary 
piston J, the position of the cut-off point is shifted, and 
depends upon the position of the subsidiary piston at the 
moment when the slide valve closes. At the beginning of the 
engine stroke, the subsidiary piston is moving in the same 
direction as the engine piston, as shown by the arrows ; and 
in the instance of a light load, as illustrated, the engine piston 
having less resistance to encounter, moves off at a higher 
speed, and sooner overtakes the subsidiary piston, moving at a 
constant speed under the control of the cataract ; the closing of 
the main valve G is consequently accelerated, causing an 
earlier cut-off. But with a heavy load, the engine .piston 
encountering greater resistance, moves off more slowly, and the 
subsidiary piston has time consequently to advance further in 
its stroke before it is overtaken, thus retarding the closing of 
the main valve G, and causing it to cut off later. At the end 
of the engine stroke, the relative positions become reversed, in 
readiness for the commencement of the return stroke. 

The subsidiary piston J, Drawing No. 20, being made to 
move at a uniform velocity by means of the cataract K, the cut- 
off consequently takes place at the same point in each stroke, 
so long as the engine continues to work at a uniform speed ; 
but if the speed of the engine becomes changed, in consequence 
of a variation in the load — if, for instance, the load be reduced, 
causing the engine to make its stroke quicker — the subsidiary 
piston has not time to advance so far in its stroke before the 
cut-off takes place, and the cut-off is therefore effected sooner. 
On the contrary, if the load be increased, causing the engine 
stroke to be slower, the additional time allows the subsidiary 
piston to advance further before the cut-off takes place, and 
the cut-off is consequently later. 

From the foregoing description of the valve gear, it will be 
understood that every erratic motion of the engine alters the 
relative position of the valves with respect to the main piston, 
and in that way the engine checks itself. 

So perfect is the action of this gear, that when properly 
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adjusted, the foil load may be thrown suddenly off the engine 
without any injury resulting. The effect of a sudden loss of 
load is to reverse the action of the valves, and to throw the steam 
against the motion of the piston, stopping it hefore the end of the 
stroke. Many instances of this have occurred in practice when 
a pump rod has broken, a pump valve has failed, or a pipe has 
burst. 

At the St. Helen's Waterworks the mains burst without 
causing the slightest damage to the differential engine. 

As another instance of the steadiness of the engine with 
unequal loads, it may be mentioned that the differential engine 
has often been worked with the pumps on one end only, so that 
the whole power of the engine was exerted on one side of the 
pistons only, and none whatever exerted on the other ; yet the 
engine moved along so steadily that the action could not be 
noticed unless one's attention was called to it, and the engine 
was actually run this way for some days to full number of 
strokes. Now the throttle valve had to be open, and in the 
same position as if both pumps were on, and the Davey motion 
had to do all the regulating. 

For waterworks pumping at St. Helen's, cost of foel per 
1000 gallons of water raised 100 feet high, *1121(Z. Taking 
the total cost of pumping, fuel, wages, stores, repairs, equal 
•29(?. At Yarlside Colliery the total cost of pumping 1000 
gallons 100 feet high = \d.y taking all expenses, and allowing 
10 per cent, interest on capital, cost of coal being lis. 3d. 
per ton. At the Staffordshire Potteries Waterworks a com- 
pound differential engine now does the work formerly done by 
an 80-inch Cornish engine, with one-third less fuel. The duty 
of the differential engine is 60 millions on the slack coal of the 
district, equal to 90 millions on Welsh steam coal. 

The following comparison of the two systems, Cornish and 
compound differential, are taken from actual tests in practice : — 





Initial 
Pressure. 


Bates of 
Ebcpansion. 


Average 
Pressure. 


Maximum 

Piston 

Velocity per 

Minute. 


Relative 

Strains on 

Engine. 


Klfective 
Piston Speed. 








lb. 


feet. 






Cornish .. 


31 


3 


16 


600 


1-8 


100 


M • • 


45 


4-5 


19 


500 


2-26 


80 


Differential 


43 


6J 


13 


228 


1-4 


168 


»» 


80 


8 


24 


220 


1-37 


150 
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The table on p. 80 gives the actual working results of one of 
these engines from a trial made, and the following one gives an 
idea of the power, &c., of various sizes, now in use. 



Differential Puhfiko Engines. 



No. 


Horse- 
power. 


No. of Gallons 

Raised 

per Hour. 


Height to 

which 

Water is 

Raised. 


No. 


Horse- 
power. 


No. of Gallons 

Raised 

per Hour. 


Height to 
which 

Water is 
Raised. 


1 


585 


120,000 


668 


46 


112 


19,800 


600 


2 


585 


120,000 


720 


47 


112 


48,000 


180 


3 


476 


• • 


. • 


48 


112 


48,000 


180 


4 


462 


• • 


. • 


49 


112 


• • 


• • 


5 


433 


• • 


. • 


50 


106 


15,600 


855 


6 


406 


120,000 


435 


51 


95 


15,000 


400 


7 


394 


100,000 


600 


52 


95 


15,000 


400 


8 


340 


152,174 


200 


53 


92 


40,000 


240 


9 


330 


84,000 


600 


54 


89 


• • 


• • 


10 


312 


42,000 


910 


55 


86 


300,000 


20 


11 


312 


42,000 


910 


56 


85 


• . 


• • 


12 


304 


37,200 


200 


57 


80 


72,000 


80 


13 


300 


• • 


• • 


58 


78 


24,000 


800 


14 


254 


72,000 


360 


59 


78 


24,000 


240 


15 


254 


• « 


600 


60 


78 


18,000 


480 


16 


254 


60,000 


345 


61 


78 


• t 


• • 


17 


254 


30,000 


920 


62 


78 


• • 


• • 


18 


254 


• • 


. • 


63 


71-3 


• • 


• • 


19 


254 


• • 


• . 


64 


71-3 


• • 


• • 


20 


254 


• • 


• • 


65 


71-3 


115.800 


70 


21 


235 


37,200 


1,200 


66 


71 


• • 


870 


22 


235 


37,200 


1,200 


67 


,70 


• • 


«00 


23 


230 


• • 


• • 


68 


66 


39,000 


220 


24 


-230 


• • 


• • 


69 


64 


• • 


• • 


25 


230 


• t 


• t 


70 


62 


62,500 


190 


26 


223 


• • 


1,500 


71 


62 


62,500 


190 


27 


217 


46,800 


600 


7lA 


60 


39,000 


240 


28 


200 


. • 


• • 


7lB 


60 


39,000 


240 


29 


198 


24,000 


1,100 


72 


57 


13,440 


555 


30 


198 


30,000 


450 


73 


51 


• • 


• • 


31 


193 


• • 


• • 


74 


50 


11,400 


350 


32 


193 


• • 


• • 


75 


50 


11,400 


350 


33 


193 


• t 


• • 


76 


48 


• • 


• • 


34 


193 


• • 


• • 


77 


44 


12,000 


260 


35 


183 


90,000 


420 


78 


44 


13,200 


262 


36 


168 


60,000 


500 


79 


41 


420 


750 


37 


159 


60,000 


323 


80 


41 


50,000 


100 


38 


154 


48,000 


600 


81 


41 


12,000 


290 


39 


154 


37,600 


410 


82 


41 


6,000 


480 


40 


140 


24,000 


720 


83 


41 


• • 


• • 


41 


135 


7,200 


600 


84 


35 


18.000 


100 


42 


125 


36,000 


390 


85 


35 


6,600 


465 


43 


125 


• • 


• * 


86 


34 


12,000 


480 


44 


115 


54,000 


1,220 


87 


30 


30,000 


151 


45 


115 


15,000 


600 
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Thx Foixowino is thi Result or a Tbial or a Gomfound Diffebential 

Enqihe at the East Hftton Gollibbt. 

Mean stroke of engine 7 ft. 2J in. 

Mean number of double strokes per minute 8 

Mean piflton speed in feet per mmute 115 ft. 

Mean pressure of steam in engine room 62 lbs. 

Mean vacuum in condenser 11} ^ 

Mean effective pressures in cylinders-^ 

Promt of high-pressure cylinder 44*79 lbs. 

Back of „ „ 4a*52 „ 

Front of low-pressure „ 9*03 „ 

Back of „ „ 10-37 ., 

Indicated horse-power developed — 

In high-pressure cylinder 146*42 h.-p. 

In low-pressure „ 108*05 „ 

Total 254*47 „ 

Condensing water — 

Quantity of water discharged per minute over tumbling bay . . 1,877 lbs. 

Mean temperature of ditto 103*5° 

Mean temperature of injection water 55° 

Rise of temperature of the water in the condenser 48*5° 

Pounds-degrees of heat discharged from the condenser per 

minute 91,034 units. 

Ditto per horse-power 357*7 „ 

Consumption of steam per horse-power per hour 22 lbs. 

Equivalent duty per 112 lbs. of coal, assuming each lb. of coal to 

evaporate 9 lbs. of water 90,720,000 

Equivalent duty per 112 lbs. of coal, assuming each lb. of coal to 

evaporate 10 lbs. of water 100,800,000 

Effective work performed in pumps 198*6 h.-p. 

Effective work in percentage of indicated horse-power . . . . 78 *05 ^ 

Duty 100 millions on an evaporation of 10 lbs. of water per lb. of coal. 

These engines work very steadily, and, as will be seen, also 
economically; they are simple in construction, the wear and 
tear is small, and they bear favourable comparison with the best 
types of pumping engines. 

The differential valve gear can be applied to Cornish and 
compound engines, and where the engines are subjected to 
violent strains from the breaking of the pump rods, as in deep 
well or mine pumping, the gear controls the engine imme- 
diately, and prevents further accidents to the machinery. 
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CHAPTER VII. 

GOBNISH ENGINES. 

It is unnecessary to enter into any historical account of the 
first use of the Cornish engine ; it may, however, be stated that 
the first single-acting engine, in its present form, for pumping 
water for the supply of London was introduced by Mr. Wick- 
stead in 1837, at the East London Waterworks, Old Ford, 
who purchased one in Cornwall, haying a 90-inch cylinder by 
10 feet stroke. It is working up to the present time. This 
class of engines is extensively used by the large London water 
companies, and it is contended by those who advocate their use, 
that they still are the most economical pumping engines ; the 
author intends hereafter to give some working residts, having 
been favoured by some of the engineers to the water companies 
with the same. 

The economy of the Cornish engine is more apparent in 
countries where coal is very dear. It must always be borne in 
mind« in calculating the cost of pumping water, that all ex- 
penses must be taken, including interest upon the original cost 
of the engine and foundations, repairs and sinkiQg fund, fuel, 
oil, labour, supervision, &c. 

The author describes, hereafter, two or three good examples 
from actual practice ; they are powerful engines, and the work- 
ing results given are an average taken over one year. The 
accuracy of the data may be relied on. 

There are two types of these engines in use at waterworks, 
although there are several that differ in slight details. The 
beam and the direct-acting or " Bull " engine are the only ones 
that need be noticed. The Cornish beam engine is single 
acting, the steam acting on the top side of the piston* At the 
other end of the beam, the pump with its pole plunger and 

G 
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cjounterbalance are worked ; the weight of these is suflBcient 
to overcome the dead load of the column of water to be lifted, 
including friction. No fly wheel or crank shaft is required. 
The air pump is worked in the same way as the ordinary beam 
engines. 

The valve motion of the cylinder is worked by tappets, 
and consists of double-beat valves described at page 10, 
except that the faces are conical ; a very ingenious contrivance 
called a " cataract " controls the opening and closing of the 
valves. A high rate of expansion is used, in some instances 
the steam is cut off at i of the stroke of the piston. The 
pressure of steam is about 50 to 60 lbs. per square inch, 
although in some cases steam of a lower pressure is used ; it is 
not, however, so economical in working as high-pressure steam 
cut off at an early part of the stroke. 

The pumps in nearly all these cases are of the plunger kind 
and single acting. To save fracture to the engine and pump, 
in case of missing the stroke, at each end of the beam two bars 
of wrought iron are fixed, which rest upon strong timbers. 
At the end of each stroke there is a short interval of time 
which allows the valves to close. 

The cylinders are steam jacketed, packed with felt, and 
lagged with mahogany on the outside in the usual way ; steam 
is also admitted to the stufiSng boxes, to prevent air being 
drawn into the cylinder in case of any leakage in the packing. 

This class of engine can only be successfully applied upon 
a large scale ; they are very costly, somewhat cumbersome, 
and the valve motion rather complicated. In some places they 
are still the favourite engine, and certainly give very high 
results as to economy of fuel. The foundations and the enoine 
house are of necessity rather costly. The following is a descrip- 
tion of some of the largest of this class made upon a modern 
principle : — 

At the South wark and Vauxhall Water Company's works at 
Hampton there are a fine pair of engines, and although not the 
largjest of their class, they are very good examples of this kind of 
engine. There are two engines, one on each side of the house 
(Drawing No. 21). The cylinders are 80 inches diameter by 
.10 feet stroke, piston rods 7 inches diameter, steam pipes 11 
inches diameter. 

The cylinders are steam jacketed, the covers also, and the 
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bodies of the cylinders are coated with composition and lagged 
with corrugated iron on the outside. There are four valves in 
connection with the cylinder, all on the double-beat plan, and 
made of gun-metal. At the top of the cylinder are three 
steam valves. No. 1 is on the steam pipe, for starting the 
engine, and worked by hand ; this is called the governor, and 
regulates the amount of steam to be admitted. No. 2, top, is 
a steam inlet, and is opened by the ** cataract " ; the amount of 
opening is adjusted by a slide on the plug rod; this also regu- 
lates the power of cutting oflf steam. No. 3 is the exhaust 
valve (at the bottom of the cylinder), worked in the same way 
as the last, and under control of the " cataract." No. 4 is the 
equilibrium valve, opened by the working rod during the " up" 
stroke. 

The stroke commences by opening the exhaust valve ; this 
ensures the cylinder being clear on the under side of the 
piston ; the steam valve is then quickly opened by the cataract ; 
the steam rushing in on the top side forces down the piston ; 
the valve is closed by the plug rod, according to the required 
grade of expansion ; the rest of the stroke is made by the expan- 
sion of the steam and the momentum of the parts in motion ; 
the exhaust valve is closed before the piston arrives at the 
bottom of the cylinder, and the equilibrium valve is opened, 
connecting the top and bottom of the cylinder. The loaded 
plunger of the pump at the other end of the beam brings the 
piston to the top, and forces the steam from the top to the 
under side of the piston, the equilibrium valve being closed just 
before the finish of the stroke. The beam is cast iron, with two 
cheeks, 6 feet deep at the centre ; the weight is about 17 tons. 
The entablature on which the main centre is carried is of cast 
iron, built in the side walls, and supported by four columns. 
The m£un gudgeon is 18 inches diameter. 

The pressure of steam used is 40 lbs. per square inch, cut 
off at two-thirds of the stroke ; speed of piston 8 • 5 strokes per 
minute ; velocity in feet per minute, 170 ; vacuum = 28 inches. 

The pumps are double acting, with barrels 24| inches 
diameter by 10-foot stroke ; the head of water = 220 feet. The 
quantity of water pumped = 200 gallons per stroke, or take the 
up and down stroke = nearly 400 gallons, and at 8 strokes per 
minute = 3200 gallons. The pumps have solid pistons, and are 
attached to pump rods 6J inches diameter. The counter- 

G 2 
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balances are cast iron, loaded, and weigh about 23 tons. 
The valves are of the Cornish kind, the suction valves having 
4 beats, and the delivery ditto 2 ; the faces are flat, and made 
of gun-metal. The suction valves have larger area than the 
delivery, to allow of the water passing rapidly into the pump 
barrel on the up stroke of the plungers. 

The air pumps are 42 inches diameter by 5-foot stroke ; 
they have condensers of the usual kind. The vacuum = 
28j^ inches. The cold-water pumps are worked off the counter- 
balances of the main pumps. 

The duty performed by these engines is equal to 80,000 
lbs. raised 1 foot high, by each 112 lbs. of Welsh coal, equal 
to about 2| lbs. per horse-power per hour. The " slip " of the 
pumps does not exceed 2 per cent The average effective horse- 
power =s 209. 

In these engines the water is raised by the fall of the 
counterbalances attached to the pump rods at the back end of 
the beams, the steam in the cylinders being admitted, as before 
stated, at the top side of the pistons, the lower side being open 
to the exhaust. When the piston is at the bottom of the stroke, 
the plunger is ready to descend ; when it has made the full 
stroke, it rests suflicient time for the valves to close. The 
"up" strokes of the plungers are made very rapidly, due to 
the sudden admission of steam at the top of the pistons. 

The lift of the suction valves does not exceed 2 inches ; 
this, however, gives full area for the passage of the water into 
the pump. The diameter of the delivery main = 30 inches. 

The .air vessel is cast iron, 4 feet diameter by 18 feet high ; 
two small pumps worked by the engines are employed to keep 
up the supply of air. 

This company have the largest Cornish beam engine used 
for waterworks purposes ; the cylinder is 112 inches diameter 
by 10-foot stroke, and works at the rate of 7 strokes per 
minute. The velocity of piston = 138 feet per minute, pressure 
of steam = 35 lbs., and the average throughout the stroke = 
24 • 48 lbs., vacuum = 28 inches. The pump plunger is 50 inches 
diameter. The average head of water pumped is about 170 feet. 
The number of gallons per stroke = 820, average effective 
horse-power 292. Air pump 56 inches diameter by 5-foot stroke. 
Beam is double, 8 feet 9 inches deep at the centre, of cast iron, 
by 31 feet 6 inches long, and weighs about 40 tons. The main 
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centre is 18 inches diameter, piston rod 11 inches diameter. 
The valve motion is the same as before described, and the 
general design is also much the same. 

Cornish Direct-acting or "Bull" Engines (Drawing 
No. 22). — Where space is an object, engines of this class may be 
employed. The cylinder is fixed upon a powerful frame, fitted 
with valve motion as before, and the weighted plunger pole 
immediately under same. To make the matter clear, the 
author gives the following description of three engines working 
at Hampton : — 

There are three engines in one house ; the cylinders are two 
66 inches and one 70 inches diameter, by 10 feet stroke. 
Number of strokes per minute equal 7 ; velocity of piston per 
minute = 140 feet ; steam 40 lbs. per square inch ; cut oflf at 
half-stroke. The cylinders are steam-jacketed, the covers also. 
The piston rods are 7^ inches diameter; two of the pumps have 
plungers 39 inches diameter by 10 feet stroke, and one 42 inches 
diameter by 10 feet stroke. The weight of the ram piston and 
rod = in two of the engines 30 tons, and one = 35 tons. The 
quantity of water pumped by each pump = 516, 516, and 600 
gallons per stroke ; lift of water 135 feet. The pumps are single 
acting, and have valves of the same kind as described before 
at pp. 10 and 82. The air pumps are 20 inches and 24 inches 
diameter by 5 feet stroke ; the vacuum made = 27 inches. 

The duty of these engines = 60 to 65 millions of lbs. raised 
1 foot high by 112 lbs. of Welsh coals at 258. per ton. The 
average eflective horse-power is 136, 143, and 170. The air 
pumps and cold water pumps are worked by rocking levers 
or half beams fixed under the cylinders, the fulcrums being at 
the wall, and attached to the piston rods at the other end by side 
links ; the guides for the air pumps, &c., are of the usual type. 
These engines are very compact, and give good results ; but 
the expansion cemnot be carried so far as in the beam engines. 
The cost of the brickwork for the house and foundations is con- 
siderably less, and the first cost of the engines also. This fact, 
combined with the small space they occupy, will often settle 
the question as to the particular kind of Cornish engine to be 
employed. The valve motions are the same as the beam 
engines before described. There is a pause, as in the other 
engines, at the end of each down stroke of the pump plungers, 
to allow the valves to close ; the " up " stroke is made rapidly 
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and in all other respects the action of the engines is the same 
as the *' beams." The head of water is 35 feet The diameter 
of the delivery main = 36 inches. 

The water is pumped from the settling reservoirs into two 
air vessels of cast iron, 4 feet 6 inches diameter by 16 feet 
high, and thence into a standpipe. 

These engines have been in use since 1852, and the author 
believes were the first of this kind fixed in London for water- 
works purposes. Considering the number of years they have 
been at work (about thirty years), and that expansion cannot be 
carried so far as in the beam engines, they are very economical 
and give good working results. The repairs during the period 
have been very small. 

Cost of Pumping, Fuel, &o., in Cornish Engines. 

The average coals consumed per million gallons at one of 
the large waterworks, pumping by Cornish Bull engines = 1 ton 
cwt. 1 qr. Coals consumed per million foot-lbs. of water, 
average for twelve months = 1*63 lb. Coals consumed per 
horse-power per hour = 2'46 lbs. Oil and tallow consumed 
for twelve months, per million gallons of water pumped : oil, 
•14 pint, and tallow '6 lb.; and per million foot lb«., oil = 
•00008 pint, tallow = -00066 lb. Cost per million gallons, 
including coals, oil, and tallow, 11. Is. 9d. Cost per million foot- 
lbs., '152^. Cost per million gallons, for wages and engine 
repairs (only), 9s. 5^d. ; and per million foot lbs., '0671(2. Cost 
per million gallons, for coals, oil, tallow, waste, wages, and 
engine repairs, 11 lis. S^d.; and per million foot-lbs., '218d. 

HoRSE-POWER employed to raise one million gallons of 
water one foot high = '2396. 

The above is an average taken for twelve months, from the 
returns of one of the largest London water companies, and is 
very valuable testimony as to the actual results of working 
upon a large scale. For smaller engine power and a less 
number of engines such high results must not be expected. 

Foundations. 

It need hardly be said that the foundations of the engines 
must be solid, and well able to resist the heavy shocks they have 
to sustain. In places where the ground is marshy, piles must be 
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driven into the solid earth, and a timber foundation formed on 
top of same, on which a good concrete bed in Portland cement 
should be laid. The brickwork is built upon this, and heavy 
base stones at the top, to take the cylinders, &c. Granite is 
the best material, but rather costly ; in small engines the base 
stones may be "York"; they are much less expensive, and 
make a good sound job. No rules can be given as to the depth 
and dimensions of foundations, as it mainly depends upon the 
size of the engine, head of water to be pumped, and the nature 
of the ground in the particular locality. As these foundations 
are rather costly, it is advisable to have special skilled advice 
upon such matters, in order to avoid any errors. 

Genebal Eemarks. 

Engines of the Cornish kind are only suitable where large 
quantities of water have to be pumped, and where the ** head " 
or pressure is constant ; otherwise there is much loss, caused by 
the difference of friction in the delivery pipe. Arrangements 
have, however, been made in large engines, by automatic valve 
gear, which partly compensates for this defect, and takes off 
the shock which the engine would otherwise receive by the 
difference of resistance in the down stroke of the pump plungers. 

There has been much controversy as to the value of these 
engines for water pumping as compared with other kinds. As 
the author has in most instances given the consumption of 
fuel, &c., the designer must judge for himself the sort of engine 
most suitable for his particular case. 
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CHAPTER VIIL 



BOILERS. 



The principal kinds of boilers used for water-pumping machinery- 
are Vertic«d, Cylindrical, Cornish, Lancashire, and Multitubular. 
The various kinds of water-tube boilers cannot be recommended 
for such purposes, and except in a few instances, they are 
seldom or never used. 

Vertical Boilers are only used where small quantities 
of water have to be pumped, and where there is not sufficient 
space for a horizontal boiler. There are several forms of these 
boilers ; they are, however, all constructed with a fire box ; the 
most simple have one centre tube riveted on the top of the 
fire box, with three or more cross water tubes passing through 
the same. The top of the boiler may be made cup shape, 
and should be well stayed; proper mud-hole doors must be 
provided at the bottom part to allow for cleaning out when 
required. 

The fittings for a 3 feet diameter by 7 feet boiler (about 
one of the smallest likely to be used), should be : one 2-inch 
safety valve, two J-inch gauge glasses, two J-inch water gauge 
cocks, one l^-inch blow-oflF cock, one 1 J-inch feed valve, and 
one 2-inch steam valve or solid bottom cock. The boiler 
should be covered with composition, and lagged with wood or 
sheet iron ; to procure a good draught the blast pipe from the 
engine should be carried into the smoke pipe, the top of the 
pipe being contracted at the outlet. 

Multitubular Boilers (Vertical). — In lieu of the centre 
and cross tubes, the top of the fire box forms a tube plate, 
another one is riveted in at the top of the shell, a number of 
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small tubes, say 1| to 2 inches diameter, pass through each of 
these plates and are riveted to same ; in all other respects the 
boiler is of the same construction as before. 

Boilers of this kind are not so economical as to fuel as 
a horizontal boiler, and are only to be recommended where 
space is an object. It must always be remembered that in the 
hands of unskilled people they are not very safe to use. The 
steam space is small, and in case of the boiler not being 
properly and regularly supplied with water, the risk of an 
explosion is great. 

Horizontal Cylindbical Boilebs. — Where fuel is cheap, 
or where coke or breeze is intended to be used, this class of 
boiler may be adopted with much advantage, especially as in 
the most untutored hands they are perfectly safe. 

Taking a 6 horse-power as an example of a small size, this 
should be 4 feet diameter by 12 feet 6 inches long, with a dome 
18 inches diameter by 18 inches high ; the shell may be f-inch 
thick and the ends ^^ inch. The shell should be made in four 
plates, no seam should be over the fire, the ends cup shape and 
solid flanged, the steam chest welded, and the top of same 
solid flanged ; no angle iron is required. The manhole should 
have a ring riveted round same. This boiler should be set in 
brickwork with a wheel draught, the flues lined with fire brick 
4J inches thick. The area of the firegrate must be in propor- 
tion to the kind of fuel used, not less than 1 square foot per 
horse-power. The fittings should be the same as named for the 
vertical boiler ; for the water gauge and cock fittings tubes are 
screwed into the end of the boiler and carried through the 
flues, they are protected by being passed through larger pieces 
of pipe built in the brickwork across the flue. 

The top of the boiler should never be covered with brick- 
work, the height to top of stone coping as a rule, say about 
12 inches to 15 inches above the top of the side flues. The 
brickwork should always stand on a good concrete foundation, 
and where the soil is bad or wet this may be made in Portland 
cement and at least 2 feet thick, according to the nature of 
the soil. 

For sending abroad, where there is very little skilled 
labour at hand, they are much to be recommended, added to 
which they are easily repaired, a very important consideration 
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in a foreign country. They take rather longer time to get up 
steam in the first instance from cold water, than in the case of 
tube boilers of the Cornish and Lancashire kind ; but if the fire 
is properly banked up over-night the> steam can be raised in 
the morning in nearly the same time. A good draught from 
the shaft is necessary. If coke or breeze is to be the fuel, 
the area of the firegrate must be larger than named above, 
and the air spaces at the firegrate also; thin bars and an 
extra number of spaces is the best plan in this case. 

Cornish Boilers. — For sizes above 8 horse-power this kind 
of boiler is the most suitable ; the diameter of the tube is about 
half of the shell. The plate over the fire should be Lowmoor 
iron, and of a length sufficient to carry it over the bridge. 
Takiog a boiler 5 feet diameter by 16 feet long = 15 horse- 
power, the tube should be 32 inches diameter by -^ thick, the 
shell 4 inch, and the end plates -^ inch thick ; these should be 
solid fianged. Gusset stays must be provided at each end. 
The tube is strengthened by three L-iron rings on the outside. 
The steam chest 27 inches diameter by 30 inches high, solid 
flanged at the base, and the top may be welded in. The boiler 
is set in brickwork, with a wheel or split draught, the heated 
air passing through the tube along each side flue, and out at 
the flue under the boiler. 

The fittings should be one 3-inch double safety valve, one 
2^inch steam valve, two sets |-inch gauge glass fittings, two 
|-inch gauge cocks, one 2-inch blow-oflF cock, one 2-inch feed 
valve and back pressure valve, one float and whistling gear. The 
chain of the damper should be led over pulleys to the front of 
the boiler. The brickwork should be carried up say 15 inches 
above the side flue and the top of boiler, and the steam chest 
should be covered with non-conducting composition, together 
with all the steam pipes. This should be well painted, two or 
three coats. 

Lancashire Boilers (Drawing No. 23). — When the 
diameter of the boiler exceeds 5 feet 9 inches to 6 feet, a 
boiler of this type should be used ; the general construction is 
the same as above, except that there are two tubes in lieu of 
one. The maximum diameter and length of the shell should 
not exceed 7 feet to 7 feet 6 inches by 30 feet to 35 feet long ; 
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it is advisable to increase the number of boilers when more 
steam power is wanted. 

When well set in brickwork, and the top of boiler and 
pipes properly protected, these boilers are abont the most 
economical to use. Large boiler capacity should always be 
allowed, it must be borne in mind ; this is true economy, as a 
small boiler forced will consume more fuel than a large one 
properly fired. Should it be necessary to let the engine stand 
for several hours, the damper is closed, and the boiler becomes 
simply a reservoir of steam ready for immediate use at any 
time. The area of the firegrates should be f square foot per 
horse-power, the length to the bridge must never exceed 6 feet. 

MuLTiTUBULAB BoiLERS. — Boilors made upon this plan do 
not require any setting, and are specially useful when fixed 
upon a pier, "jetty " wharf, or, as in some cases in London, on 
one of the upper floors of a building. They are made about the 
same as a locomotive boiler, with a fire box at one end and 
smoke box at the other, a tube plate being riveted at each 
end, through which 2, 2J, or 3-inch wrought-iron tubes are 
riveted. The shell is protected with felt, and lagged with 
wood or covered with non-conducting boiler composition. 

The steam chest and fittings are the same as before 
described. These boilers are very economical in action, the 
steam can be got up rapidly, they take up much less room 
than the Cornish or the Lancashire boilers, a large saving is 
efiected in the brickwork setting, and when carried on jetties 
or the floor of a building there is much less dead weight to 
support, which in most cases is a serious consideraMon. They 
are specially applicable where the boilers have to be placed in a 
cellar or vault, on account of the saving in excavation, and also 
the small amount of space taken up. In many instances the 
smoke shaft is made of wrought iron, and all the flues from the 
boilers of the same material. 

Various Boilers. — ^There are a few other kinds of boilers 
used, but no notice need be taken of them here for the pur- 
poses under consideration. Simplicity, eflSciency, economy in 
fuel, and safety are the points to achieve in all cases. A 
large number of patents have been taken out from time to 
time, but no material advantage has been effected in any case. 
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All the above boilers described are the best to use for the 
purpose under notice, the form and dimensions of course vary- 
ing according to the special case. 

Feed Water Heatebs, 

AU the feed water should be heated before it enters the 
boiler. This may be done up to 110'', by means of this kind 
of apparatus ; there are several types ; the exhaust steam from 
the engine is passed through the heater ; two or three of those 
mostly in use will now be described. 

Plain Cylinder Heaters. — A plain cylinder of wrought 
iron or cast iron may be fixed either vertical or horizontal, with 
the exhaust steam blown on the top of the water, the surplus 
passes off through a pipe at top of the apparatus ; they are 
made self-feeding from an upper tank by means of a float, &c., 
and a gauge glass is fitted on the outside to show the level of 
the water. A manhole is at the bottom to allow of cleaning 
out at certain intervals ; it has been found that much of the 
deposit from the water remains in this vessel, and so saves the 
boilers and keeps them clean. 

Tube Heaters (Drawing No. 22) consist of an outer 
cylinder of wrought or cast iron, with a tube plate at top and 
bottom, fitted with 1^-inch or 2-inch copper or iron tubes. The 
exhaust steam passes through these tubes, the water being in 
the cylinder. At the top and bottom tube plate they are 
jointed, to enable the apparatus to be e€wily disconnected for 
cleaning the tubes and for repairs. They are most convenient 
when fixed vertical and standing upon three legs; they are 
fitted in the same way as before. This kind of heater, although 
more expensive than the last-named, is more efficient in 
action. The water being heated by passing through small 
tubes, the size of the apparatus is less, and a saving of room is 
effected. 

Feed Apparatus for Boilers. 

Steam Donkey Pumps are the best kind of apparatus for 
this purpose ; the author has found the ^^ Model" pump made by 
Messrs. Thomewill and Warham, of Burton-on-^ent, the most 
effective. They are self-contained on one bed plate, can be 
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worked either at a very low or a high rate of speed, and are not 
liable to get out of order or to stick in working like many of 
the " tappet " kind of steam pumps. They can either pump from 
or draw the water through the heater, according to the require- 
ments of the special case. It is advisable to fix them on a 
brickwork foundation about 3 feet from the floor, to protect 
them from dirt and grit, and to be at a convenient height for 
oiling and starting. 

Injectors should always be fixed in addition to the above, 
for use in case of any break-down with the pump. The author 
advises a full-size one in all cases, capable of feeding rapidly 
in case of any emergency. All the pipes should be put 
together with gun-metal faced flanges, and the holes drilled ; 
this allows of rapid disconnection in case of a stoppage. 

These apparatus are perfectly safe in the hands of skilled 
people, but on no account should others be allowed to interfere 
with them. A feed tank to supply the injectors, of say 
30 gallons, should be fixed on top of the brickwork of the 
boilers, fitted with ball valve and overflow pipa This tank 
should be covered at the top and carefully protected from dirt 
and grit ; great care should be used to obtain clean water for 
feeding boilers, especially where injectors are used. 

Furnaces for Smoke Consuming. 

There have been a large number of these brought out. 
The author here notices only two, which he has found to act 
well in practice and meet the requirements of the Smoke Act, 
as well as effecting a considerable economy in fuel. Many of 
the so-called smoke consumers are a delusion, and it is simply 
a waste of money to use them. 

Wright's Apparatus is a very useful type, and possesses 
the advantage that it can be applied to boilers at a small 
extra cost. It is simple and effective in action, prevents 
smoke, but in the economy of fuel is not equal to that named 
below. 

JtrcKEs'. — This apparatus has stood the test of thirty years' 
constant use, and upon a very large scale. At one establishment 
there are about thirty in use, giving very high results as to 
economy. 
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It consists of an endless chain of cast-iron bars working 
over drums at each end, which travels at the rate of six feet 
per hour. A hopper at the front feeds the small coal, which is 
slowly carried forward by the chain to the bridge, thus ensuring 
the perfect dow combustion of the fuel, and the entire pre- 
vention of smoke. The supply of steam from the boiler is 
regular, and no injury takes place to the plate of the boiler 
over the fire by the opening of the door, as in the common 
furnace, to charge it with fuel. The fire does not require to be 
clinkered, it is self-acting in this respect. 

They are, however, only applicable on a large scale, and 
where skilled labour can be had in case of a break-down to 
repair quickly. 

The economy of fuel effected is from 25 to 30 per cent. 
The power required to drive them is very small; this is usually 
done by a separate engine, or driven off the fly-wheel of the 
donkey engine. The cost of the brickwork for these furnaces 
is much more than in ordinary furnaces. 

There have been many modifications of this furnace, but 
the original type has never been equalled. The author believes 
that the original patentee, although he did so much to solve the 
question of smoke consuming, never reaped any substantial 
benefit, but like many people in such cases, sunk a large sum 
of money for others to reap the benefit of his ingenuity and 
labours. 

General Eemarks. 

Duplicate Boilers should always be provided to be used 
when others are being cleaned, examined, and repaired. 

The author's practice is to work each boiler for a month, 
then to throw it out of action, examine the interior, clean, if 
necessary, and carefully examine all the fittings. The flues 
should be cleared out once per week; but at the stopping 
time they should be carefully examined internally, and the 
outer shell of the boiler also. 

The pins of the safety valves should be minutely examined 
and the seats cleaned. The water-gauge fittings should also 
have careful attention, and the feed pipes, as in many instances 
serious accidents have taken place through the partial stoppage 
of the gauge pipes by deposit from the boiler. 
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The Fittings should be of the highest class, and ample for 
the size of boiler ; it must be remembered their safe working 
almost entirely depends upon the proper condition of the fittings. 
The author prefers to use double water-gauge fittings in all 
cases, as in the event of one set getting stopped by deposit from 
the boiler, the other set will probably be in good working order 
and condition. With regard to safety valves, it may be noted 
they are too often of a very indifferent kind, badly made, too 
small, and when made too deep in the conical seat they are apt 
to stick. In all cases they should be made so that they can 
relieve the boiler at any instant of undue pressure. In many 
instances proprietors of boilers have such an objection to a slight 
escape of steam (almost a necessity in a sensitive safety valve), 
that the makers will only supply deep-seated valves to please 
the purchaser in the above respect. This is much to be depre- 
cated, and the engineer advising the firm should always have 
his own way in all these important matters. 

Proving Boilers. — They should not be proved at mote 
than 40 lbs. per square inch beyond the working pressure, say, 
for the average of boilers, not to exceed 100 lbs. per square 
inch. The proving must always be done by hydraulic pressure ; 
it should be gradually put on, and left on for some time ; during 
this period all parts of the shell and tube should be submitted 
to a careful examination. If any part should leak, the rivets 
or seams should be marked, but on no account should any 
caulking be done while the hydravlie pre^ure is on the boiler. 

Fuel used will depend upon the locality ; in some instances 
where small coal is very cheap, it may be advantageously 
employed, but in the London district, or any place distant from 
the coal fields, good clean ** nut " coals, or coals about the size 
of a pigeon's egg, and well screened, will be found the best to 
use; they do not make so much clinker,. give greater heat, and 
the cost is less in working. The amount of ash refuse is also 
much less. 

Where gas coke can be obtained at a cheap rate it is a good 
fuel, and coke breeze may also be advantageously used, but in 
this case the furnaces must be specially constructed to burn the 
same. The area of the grate must be larger, and the air space 
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incieaaed. More clinker will be formed than when using coke 
or coals. The draught must be yery good from the shaft. 

Water should be laid on near the coal heap, and an india- 
rubber hose provided to damp the coals before use. This has 
been found yery advantageous especially when using small coaL 
It is also advisable to have a water pan under the fire bars to 
keep them cool ; in some instances the draught of the shaft is 
much increased by this plan. 



BNaiHB AKP BOILBB HOUBBS. 97 



rwib 



fit: 



CHAPTER IX. 
engine and boileb house& 

Engine Houses. 

The dimensions of the houses will^ of coarse, depend upon the 
size and kind of engine, and the disposition of the gear, &c. 

The h6use should be of good height, say not less than 10 to 
12 feet to the wall plate, even in small bouses. 

The walls, when of brickwork, should not be less than 
14 inches thick, and the principals of the roof of iron, with wood 
purlins, caulked on and bolted to the T-iron ; it should be close 
boarded, and covered with slates, or it may be an open timber 
roof, stained and varnished. The walls should be plastered 
on the inside and painted. The floor may be wood, covered 
with tiles, stone paving, or, when the ground is solid below, the 
paving may be of Stuart's patent granolithic concrete. The 
author has used this material on a large scale for this and 
kindred purposes, and has been well satisfied with it. 

The house should be well lighted, and a proper amount of 
ventilation provided by swing sashes. All the steam pipes 
should be covered with composition, and in some instances 
cased with wood as well. 

m 

Where any pipes have to pass under the floor, they should 
also be covered with composition and be placed in channels of 
brickwork ; easy means of access for examination and repairs 
should be provided. In most cases the channel should be 
covered at top with iron plates with a few made to take up 
when required. 

An engine counter should be provided to show the number 
of strokes made by the engine in a given time ; the counter 
should be placed under glass, and in such a way that the 
attendants cannot interfere with it. 
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The engine house should be completely shut off from the 
boiler house^ and while thorough ventilation should be pro- 
vided, all damp, dust, and grit should be carefully excluded. 

Engine Houses for Cornish and Beam Engines must 
be specially constructed to suit the particular kind of engine ; 
no rules can be given as to this — ^the foundations for the 
cylinder, main centre, and pumps, must be very massive; 
granite is the preferable stone to use in this case ; the thickness 
of the walls will depend upon the kind and power of the engine. 

Fittings op Booms. — A steam gauge and vacuum gauge 
should be fixed on the wall, well in sight ; also a pressure gauge 
to show the " head " of water. A set of spanners to take each 
size nut should be provided and kept on a rack. A girder should 
be fixed over the cylinder, and also at the fly-wheel shaft, for 
the purpose of lifting these parts of the engine when under 
repair ; in the case of large beam or Cornish engines a traveller 
is sometimes provided with lifting crab and strong tackle. 

Engine Drivers. — The author always advises that the engine 
should be got up bright in all the usual parts ; and when this 
is the case the men take more pride in keeping the machinery in 
good order. A system of bonuses in this case, as well as with 
the stoker, is advisable, when the engines have been kept 
going well up to their work, with a consumption of oil, &c., not 
exceeding a certain fixed amount per month. 

It is almost needless to say that where Cornish or the 
larger kind of compound engines are used, only skilled me- 
chanics should be employed, the machines being of a costly 
character and of large power ; in case of any emergency arising 
those in charge should be competent to deal with it both with 
expedition and skill. From a long experience in such matters, 
the author may state he has always found the employment of 
well experienced men pays best in the end ; if the proprietors 
do otherwise it is very false economy, and nearly sure to lead 
to serious accidents, not only to the machinery but to human 
life. 
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BOILEB HousEa 

The houses should be of fair height, say not less than 6 feet 
6 inches from the top of the boiler to the under side of the 
tie beam of the roof. The walls, when of brickwork, should not 
be less than 14 inches thick ; it is desirable to plaster the inside 
walls. 

The roof may be constructed with iron trusses with wood 
purlins covered with boards to fix the slates on. At the top 
a lantern or ventilator should be provided with glazed " swing " 
sashes, or louvres, capable of adjustment by cords from the 
floor of the boiler house. 

The floor in front of the boilers should be iron plates, for 
say at least 4 feet wide ; the rest may be paved with stone or 
covered with asphalte or Stuart's patent granolithic paving, 
before named. A channel of brickwork should be formed in 
front of the boiler for the blow-oflf pipes, with a door and frame 
over each cock. 

The stoking space in front of the boiler must not be less 
than 8 feet ; the coals may either be kept in an iron bunker at 
the back of the stoking floor or at the side of the boiler. In 
some cases it is more convenient to run the coals into the 
houses in iron trucks on three wheels, the front one being made 
to swivel, and fitted with a sliding hopper to take the coals 
as required. 

A water pipe with hose, as before named, should be provided 
to sprinkle the coals occasionally, and for the purpose of 
quenching the fire if it has to be drawn in case of any 
emergency. Provision should be made either at the front or 
back wall for taking out the boiler if required. 

Bbickwork Shafts. — No rule can be given for the height 
and area of these, as it depends upon the number of boilers, fuel, 
and also as to the position in relation to the surrounding 
buildings. When constructed in London, the Building Act 
requires that the diameter outside at the base should not be less 
than one-tenth the height, and the thickness of brickwork 
according to the height. 

The shape of the shaft may be round, square, or octagon ; 
the author generally prefers them round as they keep cleaner, 
and present a nicer exterior appearance. The top cap may be 
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cast iron, and painted white to look like stone ; it is much less in 
weight, added to which the brickwork is better protected by iron 
than stone, and is safer in every respect A large flue door 
should be left at the base of shaft, and a pocket for the soot of 
not less than 3 feet helotv the main flue into the shaft ; any 
greater depth in most cases will much interfere with the 
draught The lower part of the shaft and flues must be kept 
free from water and damp. 

Laboub in the Boiler House. 

In large places the boilers should be attended to by men 
who should have no other duties to perform than to look after 
them; the feeding apparatus should in all cases be in the 
boiler house, and independent of the engines. To ensure careful 
attention and economy in the use of the fuel, good wages should 
be paid to eflBcient inen, and a small premium paid monthly 
upon any saving of coals effected below a certain fixed amount, 
in proportion to the number of hours at work and work done in 
the mill or factory. All the parts of the house should be kept 
very clean, and the fittings well polished. When all things 
are in good order the men take extra interest in the place, the 
work is always better done, and the apparatiis better cared for 
in every way. It is advisable to have clear rules or instructions 
in writing fixed on the walls of the boiler house, as to the duties 
of men, viz. regular supply of feed water, periodical trial of 
water gauges, when to open the blow-off cocks, banking of fires 
— ^and especially that no outside person should be allowed on 
any account to interfere with any part of the boilers or fittings. 
In the author's experience many unfortunate accidents have 
been caused by such interference. Strangers and those who 
have no business in the houses should at all times be rigidly 
excluded. 
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Square, and Flat Iron and Steel, and other information for the use of 
Naval Architects and Shipbuilders. By C. H. Jordan, M.X.N.A. Fourth 
edition, 32mo, cloth, zs, 6d. 

Quantity Surveying. By J. Leaning. With 42 illus- 
trations, crown 8vo, cloth, 91. 

Contents: . 



A comolete Explanation of the London 

Practice. 
General Instructions. 
Older of Taking Off. 

Modes of Measurement of the various Trades. 
Use and Waste. 
Ventilation and Warming. 
Credits, with various Examples of Treatment. 
Abbreviations. 
Squaring the Dimensioos 
Abstractmg, with Examples in illustntioa of 

each Trade. 
Billing. 

Examples of Preambles to eadi Trade. 
Form for a Bill of Quantities. 

Do. Bill of Credits. 

Do. Bill for Alternative Estimate. 
Restorations and Repairs, and Form of BilL 
Variations before Acceptance of Tender. 
Errors in a Builder's Estimate. 



Schedule of Prices. 

Form of Schedule of Prices. 

Analysu of Schedule of Prices. 

Adjustment of Accounts. 

Form of a Bill of Variations. 

Remarics on Specifications. 

Prices and Valuation of Work, with 

Eocamples and Remarks upon each Trade. 
The Law as it affects Quantity Surveyors, 

with Law Reports. 
Taking Off after the Old Method. 
Northern Practice. 
The General Statement of the Methods 

recommended by the Manchester Society 

of Architects for taking Quantities. 
Examples of Collections. 
Examples of " Taking Off" in each Trade. 
Remarics on the Past and Present Methods 

of Estimating. 



A Practical Treatise on Heat^ as applied to the 

Useful Arts; for the Use of Engineers, ArchitecU, &c. By Thomas 
Box. With i^ plates* Third edition, crown 8vo, doth, izs, 6d, 

A Descriptive Treatise on Mathematical Drawing 

Instruments: their construction, uses, qualities, selection, preservation, 
and suggestions for improvements, with hints upon Drawing and Colour- 
ing. By W. F. Stanley, M.R.L Fifth edition, with numerous illustrations, 
crown 8vo, cloth, 51. 
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spans' Architects and Builders Pocket-Book of Prices 

and Memoranda, Edited by W. YouNG, Architect. Royal 32mo, roan, 
4^. dd, ; or cloth, red edges, 31. dd. Published annually. Thirteenth 
edition. Now ready, 

Long-Span Railway Bridges^ comprising Investiga- 
tions of the Comparative Theoretical and Practical Advantages of the 
various adopted or proposed Type Systems of Construction, with numerous 
Formulas and TaUes giving tiie weight of Iron or Steel required in 
Bridges from 3cx> feet to the limiting Spans ; to which are added similar 
Investigations and Tables relating to Short-span Railway Bridges. Second 
and revised edition. By B. Baker, Assoc. Inst C.£. Plates^ crown 8vo, 
cloth, 5j. 

Elementary Theory and Calculation of Iron Bridges 

and Roofs, By AUGUST RiTTER, Ph.D., Professor at the Polytechnic 
School at Aix-la-Cbapelle. Translated from the third German edition, 
by H. R. Sankey, Capt. R.E. With 500 illustrations^ 8vo, cloth, 15J. 

The Builders Clerk : a Guide to the Management 

of a Builder's Business. By Thomas Bales. Fcap. 8vo, cloth, is, 6d. 

The Elementary Principles of Carpentry. By 

Thomas Tredgold. Revised from the original edition, and partly 
re- written, by John Thomas Hurst. Contained in 517 pages of letter- 
press, and illustrated with 48 plates and 150 wood engravings. Fourth 
edition, reprinted from the third, crown 8vo, doth, izs, 6d, 

""^ Section I. On the Equality and Distribution of Forces — Section II. Resistance of 

\^ Timber — Section III. Construction of Kloors— Section IV. Construction of Roofs — Sec- 

tion V. Consuiiction of Domes and Cupolas— Section VI. Construction of Partitions- 
Section VII. Scaffolds, Staging, and Gantries — Section VIII. Construction of Centres for 
Bridges — Section IX. CoflR^^ams, Shoring, and Strutting — Section X. Wooden Bridges 
^ and Viaducts— Section XI. Joints, Straps, and other Fastenings— Section XII. Timber. 
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Our Factories^ Workshops^ and Warehouses: their 

■^ Sanitary and Fire-Resisting Arrangements. By B. H. Thwaite, Assoc. 

Mem. Inst. C.E. With 183 wood engravings^ crown 8vo^ cloth, gs, 

y Gold : Its Occurrence and Extraction, embracing the 

hS Geographical and Geological Distribution and the Mineralogical Charac- 

ters of Gold-bearing rocks ; the peculiar features and modes of working 
Shallow Placers, Rivers, and Deep Leads ; Hydraulicing ; the Reduction 

f and Separation of Auriferous Quartz ; the treatment of complex Auriferous 

ores containing other metals ; a Bibliography of the subject and a Glossary 
of Technical and Foreign Terms. By Alfred G. Lock, F.R.G.S. fVith 
numerous illustrations and maps, 1250 pp., super-royal 8vo, cloth, 
2/. I2s. 6d, 
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A Practical Treatise an Coal Mining. By George 

G. AndrI£» F.G.S., Assoc Inst C.E., Member of the Society of Engineers. 
With 82 lithographk plates, a toIs^ royal 4to, clotk, 3/. I2j. 

Iron Roofs : Examples of Design, Description, ///us- 

iraUdwith 64 Wl^rkinz Drawings of Executed Roofs, By Arthur T. 
WAUiiSLBY, Assoc Mem. Inst C.E. Imp. 4to, half-morocco, £,z I zs. 6d, 

A History of Electric Telegraphy, to the Year 1837. 

Chiefly compUed from Original Sources, and hitherto Unpublished Docu- 
ments, by J. J. Fahib, Mem. Soc. of TeL Engineers, and of the Inter- 
national Society of Electricians, Paris. Crown 8vo, cloth, 9/. 

Spons^ Information for Colonial Engineers. Edited 

by J. T. Hurst. Demy 8vo, sewed. 

No. I, Ceylon. By Abraham Dbanb, CE. 2#. 6«/. 

Contents : 

Introductory Remarks— Natural Productions— Architecture and Engineering— Topo- 
gnpby. Trade, and Natural History^— Principal Stations— 'Weights and Measures, etc., etc. 

No. 2. Southern Africa, including the Cape Colony, Natal, and the 
Dutch Republics. By Henry Hall, F.R^G.S., F.R^C.L With 
Map. 5^. (id. 

Contents : 

General Description of South Africa — Pbvsical Geography with reference to Engineering 
Operations — Notes on Labour and Material in Cape Colony — Geological Notes on Rock 
Formation in South Africa— Engineering Instruments for Use in South Africa-^Priacipal 
Public Works in Cape Colony : Railways, Mountain Roads and Passes, Harbour Woncs, 
Bridges, Gas Works, Irri^tion and Water Supply, Lighthouses, Drainage and Sanitary 
Engineering, Public Buildings, Mine»— TaUe of Woods m South Africa — ^Animals used for 
Draught Purposes— Statistical Notes— TaMe of Distances— Rates of Carriage, etc. 

No. 3. India. By F. C. Danvers, Assoc. Inst CE. With Map. 4^. 6k/. 

Contents: 

Physical Geography of India — Building Materials— Roads— Railways— Bridges— Irriga- 
tion- River Works— Harbours— Lighthouse Buildings— Native Labour— The Principal 
Trees of India— Money— Weights and Measures— Glossary of Indian Terms, etc. 

A Practical Treatise on Casting and Foundings 

including descriptions of the modem machinery employed in the art By 
N. £. Spretson, Engineer. Third edition, with 82 plates drawn to 
scale, 412 pp., demy 8vo, doth, i8x. 

Steam Heating for Buildings ; or, Hints to Steam 

Fitters, being a description of Steam Heating Apparatus for Warming 
and Ventilating Private Houses and Large Buildings, with remarks on 
Steam, Water, and Air in their relation to Heating. By W. J. Baldwin. 
With many illustrations. Fourth edition, crown 8vo, cloth, lOf. td. 
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The Depreciation of Factories and their Valuation. 

By EwiNG Matheson, M. Inst C.E. 8vo, cloth, fix. 

A Handbook of Electrical Testing. By H. R. Kempe, 

M.S.T.E. Third edition, revised and enlarged, crown 8vo, cloth, 15J. 

Gas Works : their Arrangement, Construction, Plant, 

and Machinery. By F. Colyer, M. Inst. C.E. H^A y. folding plates^ 
8vo, cloth, 24;. 

The Clerk of Works: a Vade-Mecum for all engaged 

in the Superintendence of Building Operations. By G. G. HOSKINS, 
F.R.I.B.A. Third edition, fcap. 8vo, cloth, u. (nL 

American Foundry Practice: Treating of Loam, 

Dry Sand, and Green Sand Moulding, and containing a Practical Treatise 
upon the Management of Cupolas, and the Melting of Iron. By T. D. 
West, Practical Iron Moulder and Foundry Foreman. Second edition, 
with numermis illustrations^ crown Svo, clo^ lar. 6^. 

The Maintenance of Macadamised Roads. By T. 

C0DRIN6TON, M.LC.E, F.G.S., General Superintendent of County Roads 
for South Wales. Svo, cloth, 6s, 

Hydraulic Steam and Hand Power Lifting and 

Pressing Machinery, By FREDERICK CoLYER, M. Inst C.E., M. Inst. M.£. 
With Ti^ plates^ Svo, cloth, iSx. 

Pumps and Pumping Machinery, By F. Colyer, 

M.LC.E., M.I.M.E With zi folding plates^ Svo, cloth, \2s, 6d. 

The Municipal and Sanitary Engineer s Handbook. 

By H. Percy Boulnois, Mem. Inst. C.E., Borough Engineer, Ports* 
mouth* With numerous illustrations y demy Svo, cloth, \2s, td. 

Contents : 

The Appointment and Duties of the Town Surveyor— TrafiS^>Macadamised Roadways- 
Steam Roihng— Road Metal and Breakuig — Pitched Pavements— Asphalte — ^Wood Pavements 
— Footpaths — Kerbs and Gutters — Street Naming and Numbering— Street Lighting — Sewer- 
age—Ventilation of Sewers — Disposal of Sewage — House Drainage — Disinfection— Gas and 
Water Companies, &c.. Breaking up Streets — Improvement of Private Streets — Borrowing 
Powers— Artizans' and Labourers' Dwellings — Public Conveniences — Scavenging, including 
Street Cleansing— Watering and the Removing of Snow— Planting Street Trees— Deposit of 
Plans — Dangerous Buildings — Hoardings — Obstructions — Improvme Street Lines— Cellar 
Openings — Public Pleasure Grounds — Cemeteries — Mortuaries — CatUeand Ordinary Markets 
— J*ublic Slaughter-houses, etc.— Giving numerous Forms of Notices, Specifications, and 
General Information upon these and other subjects of great importance to Municipal Engi- 
neers and others engaged in Sanitary Work. 
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Tables of the Principal Speeds occurring in Mechanical 

Engineerings expressed in metres in a second. By P. Keerayeff, Chief 
Mechanic of the Obouchoff Steel Works, St Petersburg ; translated bj 
Sergius Kbrn, M.E. Fcap. 8vo, sewed, td. 

A Treatise on the Origin^ Progress, Prevention^ and 

Cure of Dry Rot in Timber; with Remarks on the Means of Preserving 
Wood from Destruction by Sea- Worms, Beetles, Ants, etc By Thomas 
Allen Britton, late Surveyor to the Metropolitan Board of Works, 
etc., etc With lo pUUes^ crown 8vo, cloth, 7/ . 6d, 

Metrical Tables. By G. L. Molesworth, M.I.CE. 

32mo, cloth, IS. 6</. 

Content*. 

Geneial— Linear Measur es Square Measures— Cubic Measures^Measures of Cafiadty-* 

Weights— <]ombinatioii»— Thermometers. 

Elements of Construction for Electro-Magnets. By 

Count Th. Du Moncel, Mem. de l*Institut de France Translated from 
the French by C. J. Wharton. Crown 8vo, cloth, 4^. 6</. 

Electro -Telegraphy. By Frederick S. Beechey> 

Telegraph Engineer. A Book for Beginners. Illustrated. Fcap. 8vo, 
sewed, fid. 

Handrailing : by the Square Cut. By John Jones, 

Staircase Builder. Part Second, with eight plates^ 8vo, cloth, y, dd. 

Practical Electrical Units Popularly Explained^ with 

numerous illustrations and Remarks. By James Swinburne, late of 
J. W. Swan and Co., Paris, late of Brush-Swan Electric Light Company, 
U.S.A. i8mo, cloth, u. td. 

PhilippReiSy Inventor of the Telephone: A Biographical 

Sketch. With Documentfuy Testimony, Translations of the Original 
Papers of the Inventor, &c. By Silvan us P. Thompson, B.A., Dr. Sc, 
Professor of Experimental Physics in University College, Bristol. With 
illustrations^ Svo, cloth, 7/. 6d, 

A Treatise on the Use of Belting for the Transmis- 
sion of Power. By J. H. CooPER. Second edition, illustrated^ 8vo, 
cloth, 1 5 J. 
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A Pocket-Book of Useful Formulce and Memoranda 

for Civil and Mechanical Engineers. By Guilford L. Molesworth, 
Mem. Inst C.E., Consulting Engineer to the Government of India for 
State Railways. With numerous illustrations^ 744 pp. Twenty-first 
edition, revised and enlarged, 32mOy roan, 6j* 

Synopsis of Contents: 

Surveying, Levelling, etc.— Strength and Weight of Materials-^Earthworkf Brickwork, 
Masonry, Arches, etc.— Struts, Columns, Beams, and Trusses— 'Flooring, Roofing, and Roof 
Trusses--Girders, Bridges, etc.— Railways and Roads— Hydraulic FormuIsD— Cancds, Sewers, 
Waterworks, Docks — Irrigation and Breakwaters — Gas, Ventilation, and Warming— Heat, 
Light, Colour, and Sound— Gravity : Centres, Forces, and Powers — Millwork, Teeth of 
Wheels, Shafting, etc.— Workshop Recipes — Sundry Machinery— Animal Power — Steam and 
the Steam Engine— Water-power, Water-wheels^ Turbines, etc. — ^Wind and Windmills^ 
Steam Navigation, Ship Building, Tonnage, etc.— Gunnery, Projectiles, etc.— Weights, 
Measures, and Moneys— Trigonometry, Conic Sections, and Curves— Telqpraphy — Mensura^ 
tion— Tables of Areas and Circumference, and Arcs of Circles— Logarithms, Square and 
Cube Roots, Powers— Reciprocals, etc.— Useful Numbers^— Differential and Intq^ral Calcu- 
lus—Algebraic Signs— Telegraphic Construction and Formulae. 

Sponi Tables and Memoranda for Engineers; 

selected and arranged by J. T. Hurst, C.E., Author of 'Architectural 
Surveyors' Handbook,* * Hurst's Tredgold's Carpentry,* etc Seventh 
edition, 64mo, roan, gilt edges, \s, ; or in cloth case, \s, dd. 

This work is printed in a pearl t^pe, and is so small, measuring only ai in. by zf in. by 
i in. thick, that it may be easuy carried in the waistcoat pocket. 

" It is certainly an extremely rare diing for a reviewer to be called upon to notice a volume 
measuring but si m. by if in., yet these dimensions faithfully represent the size of the handy 
little book before us. The volume— ^which contains zi8 printed pages, besides a few blank 
pages fcN- memoranda— is, in fact, a true pocket-book, adapted for bong carried in the wabt- 
coat pocket, and containing a far greater amount and variety of information than most people 
woula imagine could be compressed into so small a space. .... The little volume has been 
compiled with considerable care and judgment, and we can ooidially recommend it to our 
readers as a useful little pocket companion."— jf^^Vi/^nV^. 

A Practical Treatise on Natural and Artificial 

Concrete^ its Varieties and Constructive Adaptations, By Henry Reid, 
Author of the ' Science and Art of the Mantifacture of Portland Cement.' 
New Edition, with 59 woodcuts and ^ plates^ 8vo, cloth, 15^. 

Hydrodynamics : Treatise relative to the Testing of 

Water- Wheels and Machinery, with various other matters pertaining to 
Hydrodynamics. By James Emerson. IVith numerous illustrations^ 
360 pp. Third edition, crown 8vo, cloth, 41. 6d, 

Electricity as a Motive Power. By Count Th. Du 

MoNCEL, Membre de Tlnstitut de France, and Frank Geraldy, Ing^- 
nieur des Fonts et Chauss^es. Translated and Edited, with Additions, by 
C. J. Wharton, Assoc Soc. Tel. Eng. and Elec. WUh 113 engravings 
and diagrams^ crown 8vo, cloth, 7^. 6d, 

Hints on Architectural Draughtsmanship, By G. W. 

TuxFORD Hallatt. Fcap. 8vo, cjoth, u. (kI, 
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Treatise an Valve-Gears^ with special consideration 

of the Link-Motions of LocomotiTe Engines. 'Bf Dr. Gustav Zeuner, 
Professor of Applied Mechanics at the Confederated Polvtechnikum of 
Zurich. Translated from the Fourth German Edition, by Professor J. F. 
Klein, Lehigh University, Bethlehem, Pa. lUustraUd^ 8to, doth, 12/. 6^. 

The French' Polisher* s Manual. By a French- 

Polisher; containing Timber Staining, Washing, Matching, Improvingy 
Painting, Imitations, Directions tor Staining, Sizing, Embodying, 
Smoothing, Spirit Varnishing, French-PoUshing, Directions for Re- 
polishing. Tmrd edition, royal 32mo, sewed, 6d, 

Hops, their Cultivation, Commercey and Uses in 

various Countries, By P. L. SiMMONDS. Crown 8yo, doth, 4r. 6^ 

A Practical Treatise on the Manufacture and Distri- 

butiim of Coal Gas, By William Richards. Demy 410, with numerous 
VHHfd engravings and 2^ plates, cloth, 2&r. 

Synopsis of Contents : 

Introduction— History of Gas Lighting— Chemistry of Gas Manufacture, by Lewis 
Thompson, Esq., M.R.C.S.— Coal, with Analyses, by J. Paterson, Lewis Thompson, and 
G. R. Hislop, £sqrs^— Retorts, Iron and Clay-^Refeort Settii4["-Hydraulic Main— -Con- 
densers— Eznausters— Washers and Scrubbers^Purifiers— Purification — History of Gas 
Holder^ Tanks, Brick and Stone, Composite, Concrete, Cast-iron, Compound Annular 
Wrought-iron— Specifications— Gas Holders— Station Meter— Governor— .Distribution— > 
Main*— Gas Mathematics, or FormulsB for the Distribution of Gas, by Lewis Thompson, Es^.^ 
Services — Consumers' Meter»— Regulators— Burners— Fittings— !raotometei>—Carbiurization 
of Gas— Ahr Gas and Water Gas— Composition of Coal Gas, by Lewis Thompson* Esq. — 
Analyses of Gas— Influence of Atmospheric Pressure and Temperature oa Gas-^Residual 
Products— A]q)endix— Description of Retort Settings, Buildings, etc., etc. 

Practical Geometry^ Perspective^ and Engineering 

Drawings a Course of Descriptive Geometry adapted to the Require- 
ments of the Engineering Draughtsman, including the determination of 
cast shadows and Isometric Projection, each chapter being followed by 
numerous examples ; to which are added rules for Shading, Shade-linii^, 
etc, together with practical instructions as to the Lining, Colouring, 
Printing, and general treatment of Engineering Drawings, with a chapter 
on drawing Instruments. By George S. Clarks, Capt. R.E. Second 
edition, with 21 plates, 2 vols., cloth, 10;. 6d, 

The Elements of Graphic Statics. By Professor 

Karl Von Ott, translated from the German by G. S. Clarke, Capt 
R.E., Instructor in Mechanical Drawing, Royal Indian Engineering 
College. With 93 illustrations, crown 8vo, cloth, 5/. 

The Principles of Graphic Statics. By George 

Sydenham Clarke, Capt. Royal Engineers. With 112 illustrations, 
4to, doth, I2J'. 6^. 

Dynamo-Electric Machinery : A Manual for Students 

of Electro-technics. By Silvanus P. Thompson, B. A., D.Sc, Professor 
of Experimental Physics in University College, Bristol, etc., etc. Second 
edition, illustrated^ 8vo, cloth, izr. 6^. 
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The New Formula for Mean Velocity of Discharge 

of Rivers and Canals, By W. R. Kutter. Translated from articles in 
the * Cultur-Ing^nieur,* by Lowis D'A. Jackson, Assoc. InsL C.E. 
8vo, cloth« I2J. td. 

Practical Hydraulics ; a Series of Rules and Tables 

for the use of Engineers, etc, etc By Thomas Box. Fifth edition, 
numerous plates^ post Svo, cloth, 5x. 

A Practical Treatise on the Construction of Hori- 

zontal and Vertical Waterwkeels^ specially designed for the use of opera- 
tive mechanics. By William Cullen, Millwright and Engineer. With 
II plates. Second edition^ revised and enlarged, small 4to, doth, 12s. 6d, 

Tin: Describing the Chief Methods of Mining, 

Dressing and Smelting it abroad ; with Notes upon Arsenic, Bismuth and 
Wolfram. By Arthur G. Charleton, Mem. American Inst of 
Mining Engineers. With plates^ Svo, cloth, 12s, 6d. 

Perspective^ Explained and Illustrated. By G. S. 

Clarke, CapL R,E. With illustrations^ Svo, cloth, 3J. 6d, 

The Essential Elements of Practical Mechanics; 

based on the Principle of Work^ designed for Engineering Students. By 
Oliver Byrne, formerly Professor of Mathematics, College for CivU 
Engineers. Third edition, with 14S wood engravings^ post Svo, cloth. 

Contents : 

Chap. I. How Work is Measured by a Unit, both with and without reference to a Unit 
of Time — Chap. 2. The Work of Living Aj^ents, the Influence of Friction, and introduces 
one of the most beautiful Laws of Motion— Chap. 3. The princi^es expounded in the first and 
second chapters are applied to the Motion of Bodies — Chap. 4. The Transmission of Woric by 
simple Machines— Chap. 5. Useful Propositions and Rules. 

The Practical Millwright and Engineers Ready 

Reckoner; or Tables for finding the diameter and power of cog-wheeis» 
diameter, weight, and power of shafts, diameter and strength of bolts, etc 
By Thomas Dixon. Fourth edition, i2mo, cloth, y. 

Breweries and Mailings : their Arrangement, Con- 
struction, Machinery, and Plant. By G. Scamell, F.R.I.B.A. Second 
edition, revised, enlarged, and partly rewritten. By F. Colyer, M.LC.E., 
M.LM.E. With 20 plates, Svo, cloth, i&r. 

A Practical Treatise on the Manufacture of Starchy 

Glucose, Starch-Sugar, and Dextrine, based on the German of L. Von 
Wagner, Professor in the Royal Technical School, Buda Pesth, and 
other authorities. By TuLius Frankel ; edited by Robert Hutter, 
proprietor of the Philadelphia Starch Works. With 58 illustrations, 
344 PP'> S^Of cloth, i&r. 

B 3 



lo CATALOGUE OF SCIENTIFIC BOOKS 



A Practical Treatise on MiWgearing, Wheels, Shafts^ 

^iggff's, etc.; for the use of Engineers. By Thomas Box. Third 
edition, with 1 1 plates. Crown 8vo, cloth, 7j>. &/. 

Mining Machinery: a Descriptive Treatise on the 

Machinery, Tools, and other Appliances used in Mining. By G. G. 
Andr^, F.G.S., Assoc. Inst C.E., Mem. of the Society of Engineers. 
Royal 4to, uniform with the Author's Treatise on Coai Mining, con- 
taining 182 plates^ accurately drawn to scale, with descriptive text, in 
2 vols., cloth, 3/. I2J. 

Contents : 

Machinery for Prospecting, Excavating, Hauling, and Hoisting — Ventilation — Pumping— 
Treatment of Mineral Products, including Gold and Silver, Copper, Tin, and Lead, Iron 
Coal, Sulphur. China Clay, Brick E^arth, etc. 

Tables for Setting out Curves for Railway Sy Canals^ 

Roads, etc, varying from a radius of five chains to three miles. By A. 
Kennedy and R. W. Hackwood. Illustrated, 32mo, cloth, zs. 6d, 

The Science and Art of the Manufacture of Portland 

Cement, with observations on some of its constructive applications. With 
66 illustrations. By Henry Reid, C.E., Author of *A Practical 
Treatise on Concrete,' etc., etc. 8vo, cloth, i8j. 

The Draughtsman s Handbook of Plan and Map 

Drawing; including instructions for the preparation of Engineering, 
^Architectural, and Mechanical Drawings. With numerous illustrations 
in the text, and 33 plates (15 printed in colours). By G. G. Andre, 
F.G.S., Assoc. Inst. C.E. 4to, cloth, 9^. 

Contents : 

The Drawing Office and its Fumishings-^Geometrical Problems— Lines, Dots, and their 
Combinations — Colours, Shading, Lettering, Bordering, and North Points — Scales— Plotting 
—Civil Engineers' and Surveyors' Plans-~Map Drawing — Mechanical and Architectural 
Drawing— Copying and Reducing Trigonometrical Formuue, etc.. etc. 

The Boiler-maker s andiron Ship-builders Companiony 

comprising a series of original and carefully calculated tables, of the 
utmost utility to persons interested in the iron trades. By James Foden, 
author of ' Mechanical Tables,' etc. Second edition revised, with illustro' 
tions, crown 8vo, cloth, 5^. 

Rock Blasting: a Practical Treatise on the means 

employed in Blasting Rocks for Industrial Purposes. By G. G. Andre, 
F.G.S., Assoc. Inst C.E. With 56 illustrations and 12 plates, 8vo, cloth, 
ioj*. 6d. 

Painting and Painters Manual: a Book of Facts 

for Painters and those who Use or Deal in Paint Materials. By C. L. 
CONDIT and J. Scheller. Illustrated, 8vo, cloth, lOr. 6d. 
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A Treatise on Ropemaking as practised in public and 

private Rope-yards, with a Description of the Manufacture, Rules, Tables 
of Weights, etc., adapted to the Trade, Shipping, Mining, Railways, 
Builders, etc. By R. Chapman j formerly foreman to Messrs. Huddart 
and Co., Limehouse, and late Master Ropemaker to H.M. Dockyard, 
Deptford. Second edition, i2mo, cloth, 3x. 

Laxtoris Builders and Contractors' Tables ; for the 

use of Engineers, Architects, Surveyors, Builders, Land Agents, and 
others. Bricklayer, containing 22 tables, with nearly 30,000 calculations. 
4to, cloth, 5^. 

Laxtons Builders and Contractors' Tables. Ex- 
cavator, Earth, Land, Water, and Gas, containing 53 tables, with nearly 
24,000 calculations. 4to, cloth, 5^. 

Sanitary Engineering: a Guide to the Construction 

of Works of Sewerage and House Drainage, with Tables for facilitating 
the calculations of the Engineer. By Baldwin Latham, C.E., M. Inst. 
C.E., F.G.S., F.M.S., Past-President of the Society of Engineers. Second 
edition, with numerous plates and woodcuts ^ 8vo, cloth, i/, lOf. 

Screw Cutting Tables /or Engineers and Machinists, 

giving the values of the different trains of Wheels required to produce 
Screws of any pitch, calculated by Lord Lindsay, M.P., F.R.S., F.R.A.S., 
etc. Cloth, oblong, 2J. 

Screw Cutting Tables, for the use of Mechanical 

Engineers, showing the proper arrangement of Wheels for cutting the 
Threads of Screws of any required pitch, with a Table for making the 
Universal Gas-pipe Threads and Taps. By W. A. Martin, Engineer. 
Second edition, oblong, cloth, i^., or sewed, 6^. 

A Treatise on a Practical Method of Designing Slide- 

Valve Gears by Simple Geometrical Construction, based upon the principles 
enunciated in Euclid's Elements, and comprising the various forms of 
Plain Slide- Valve and Expansion Gearing ; togeSier with Stephenson's, 
Gooch's, and Allan's Link-Motions, as applied either to reversing or to 
variable expansion combinations. By Edward J. Cowling Welch, 
Memb. Inst. Mechanical Engineers. Crown 8vo, doth, dr. 

Cleaning and Scouring : a Manual for Dyers, Laun- 
dresses, and for Domestic Use. By S. Christopher. i8mo, sewed, 6^. 

A Handbook of House Sanitation ; for the use of all 

persons seeking a Healthy Home. A reprint of those portions of Mr. 
Bailey-Denton's Lectures on Sanitary Engineering, given before the 
School of Military Engineering, which related to the ** Dwelling," 
enlarged and revised by his Son, E. F. Bailey-Denton, C.E., B,A. 
With 140 illustrations y 8vo, cloth, %s, dd 
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A Glossary of Terms used in Coal Mining. By 

William &ruKBLXY Grbslxy, Assoc Mem. Inst C.E., F.G.S., Member 
of the North of England Institute of Mining Engineers. Ittustrated vnth 
numerous woodcuts and diagrams^ crown Svo, cloth, 5j. 

A Pocket-Book for Boiler Makers and Steam Users, 

comprising a Tsriety of useful information for Employer and Workman, 
Government Inspectors, Board of Trade Surveyors, Engineers in charge a 

of Works and Slips, Foremen of Manufactories, and the general Steam- ' 

using Public. By Maurice John Sexton. Second edition, royal 
32mo, roan, gilt edges, 51. 



Electrolysis: a Practical Treatise on Nickeling, 

Coppering, Gilding, Silvering, the Refining of Metals, and the treatment 
of Ores by means of Electricity. By Hippolyte Fontaine, translated 
from the French by J. A. Berly, C.E., Assoc. S.T.E. With engravings. 
8vo, cloth, 9x. 

A Practical Treatise on the Steam Engine, con- 
taining Plans and Arrangements of Details for Fixed Steam Engines, 
with Essays on the Principles involved in Design and Construction. By 
Arthur Rigg, Engineer, Member of the Society of Engineers and of 
the Royal Institution of Great Britain. Demy 4to, copiously illustrated 
with woodcuts and 96 plates, in one Volume, halif-bound morocco, 2/. 2s. ; 
or cheaper edition, cloth, 25^. 

This work Is not, in any sense, an olementary treatise* or history of die steam enrtne, but 
is intended to describe examples of Fixed Steam Engines without entering into me wide 
domain of locomotive or marine practice. To this end illustrations will be given of the most 
recent arrangements of Horizontal, Vertical* Beam, Pumpii^, Winding, Portable^^ Semi- 
portable, Corliss, Allen, Compound, and other similar Engines, by the most eminent Firms in 
Great Britain and America. The laws relating to the action and precautions to be observed 
in Uie construction of the various details, such as Cylinders, Pistoas, Piston-rods, Connecting- 
rods, Cross-heads, Motion-blocks, Eccentrics, Simple, Expansion, Balanced, and Equilibrium 
Slide-valves, and Valve^gearing will be minutely dealt with. In this connection will be found 
artides upon the Velocity of Reciprocating Parts and the Mode of Apjplying the Indicator, 
Heat ana Expansion of Steam Crovemors, and the like. It is the writer's desire to draw 
illustrations from every possible soiuce, and give only those rules that present practice deems 
correct. 

Barlow s Tables of Squares, Cubes, Square Roots, 

Cube Roots, Reciprocals of all Integer Numbers up to io,ooa Post 8vo, 
cloth, ts, 

Camus (M.) Treatise on the Teeth of Wheels, demon- 
strating the best forms which can be given to them for the purposes of 
Machinery, such as Mill-work and Clock-work, and the art of finding 
their numbers. Translated from the French, with details of the present 
practice of Millwrights, Engine Makers, and other Machinists, by 
Isaac Hawkins. Third edition, with \% plates, 8vo, cloth, 5^. 
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A Practical Treatise an the Science of Land and 

Engineering Surveyings Levelling^ Estimating Quantities^ etc, with a 
general description of the several Instruments required for Surveying, 
Levelling, Plotting, etc By H. S. Merrett. Fourth edition, revised 
by G. W. UsiLL, Assoc Mem. Inst. C.£. 41 plates^ with illustrations 
and tables^ royal 8vo, doUi, izs,^ 

Principal Contents : 

^ Part X. Introduction and the Principles of Geometry. Part a. Land Surveying ; com- 
prising General Observations— The Cham— Offsets Surveying; by the Chain onl:^Surveying 
HiDy Ground — ^To Survey an Estate or Parish by the Chain only — Surveying with the 
Theodolite — Mining and Town Surveying — Railroad Surveying — Mappings— Division and 
Laying out of Land— Observations on Enclosures — Plane Trigonometry. Part 3. Levelling— 
Simple and Compound Levelling— The Levd Book— Parliamentary Plan and Section- 
Levelling with a Theodolite— Gradients— Wooden Cturves— To Lay out a Railway Curve- 
Setting out Widths. Part 4. Calculating Quantities generally for Estimates— Cuttings and 
Embankments — Tunnels— Bridcwoxk — Ironworks-Timber Measuring. Part 5. Description 
and Use of Instruments in Surveying and Plotting— The Improved Dumpy Level— Troughton's 
Level— The Prismatic Compass — Proportional Compass — Box Sextant — Vernier — Panta- 
grap^ — Merrett*s Improved Quadrant — Improved Computation Scale— The Diagonal Scale- 
Straight Edge and Sector. Vtat 6. Logarithms of Numbers— Logaridunic Sines and 
Co-Sines, Tangents and Co^Tangents— Natural Sines and Co-Sines— Tables for Earthworic, 
for Setting out Curves, and for various Calculations, etc., etc., etc 

Saws : the History^ Development^ Action^ Classijicc^ 

tion, and Comparison of Saws of all kinds. By Robert Grimshaw. 
With 220 illustrations^ 4to, cloth, I2r. (id, 

A Supplement to the above; containing additional 

practical matter, more especially relating to the forms of Saw Teeth for 
special material and conditions, and to the behaviour of Saws under 
particular conditions. With 120 illustrations^ cloth, 9^. 

A Guide for the Electric Testing of Telegraph Cables. 

By Capt. V. Hoskicbr, Royal Danish Engineers. With illustrations, 
second edition, crown 8vo, cloth, 45*. 6d, 

Laying and Repairing Electric Telegraph Cables. By 

Capt V. HosKiCER, Royal Danish Engineers. Crown 8vo, doth, 
3J. 6d, 

A Pocket-Book of Practical Rules for the Proportions 

of Modern Engines and Boilers for Land and Marine purposes. By N. P. 
Burgh. Seventh edition, royal 32mo, roan, 4f. 6</. 

The Assayers Manual: an Abridged Treatise on 

the Docimastic Examination of Ores and Furnace and other Artificial 
Products. By Bruno Kerl. Translated by W. T. Brannt. With 65 
illustrations, 8vo, doth,' I2J. dd. 

The Steam Engine considered as a Heat Engine : a 

Treatise on the Theory of the Steam Engine, illustrated by Diagrams, 
Tables, and Examples from Practice. By Jas. H. Cotterill, M.A., 
F.R.S., Professor of Applied Mechanics in the Royal Naval College. 
8vo, cloth, i2s, 6d. 
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Electricity: its Theory, Sources, and Applications. 

By J. T. Sprague, M.S.T.K Second edition, revised and enlarged, Tviik 
numerous illustrations^ crown 8to, cloth, 15^. 

The Practice of Hand Turning in Woody Ivory , Shelly 

de.f with Instructions for Turning such Work in Metal as may be required 
in the Practice of Turning in Wood, Ivory, etc. ; also an Appendix on 
Ornamental Turning. (A book for beginners.) By Francis Campin. 
Third edition, with wood engravings^ crown 8vo, cloth, dr. 

Contents : 

On Lathes^— Turning Toob— Turning Wood— Drilling — Screw Cutting— Miscellaneous 
Apparatus and Processes — ^Turning Particular Forms—Staining— Poli^iing— Spinning Metals 
—Materials— Ornamental Turning, etc. 

Health and Comfort in House Buildings or Ventila- 
tion with Warm Air by Self-Acting Suction Power^ with Review of the 
mode of Calculating the Draught in Hot- Air Flues, and with some actual 
Experiments. By J. Drysdale, M.D., and J. W. Hayward, M.D. 
Second edition, with Supplement, with plates^ demy 8vo, cloth, 7^. 6d. 

Treatise on Watchworky Past and Present. By the 

Rev. H. L. Nelthropp, M.A., F.S.A. With 32 illustrations ^ crown 
8vo, doth, dr. dd. 

Contents : 

Definitions of Words and Terms used in Watchwortc— 'Tools — Time— Historical Sum- 
mary—On Calculations of the Numbers for Wheels and IHnions ; their Proportional Sizes, 
Trams, etc.— Of Dial Wheels, or Motion Work— Length of Time of Going without Winding 
up — ^The Vci^e— The Horizontal — ^The Duplex— The Lever — The Chronometer — Repeating 
watches— Keyless Watches— The Pendulum, or Spiral Spring — Compensation — Jewelling of 
Pivot Holes — Clerkenwell — Fallacies of the Trade— Incapacity oi Workmen— How to Choose 
and Use a Watch, etc. 

Notes in Mechanical Engineering. Compiled prin- 
cipally for the use of the Students attending the Classes on this subject at 
the City of London CoU^e. By Henry Adams, Mem. Inst M.E., 
Mem. Inst C.E., Mem. Soc. of Engineers. Crown 8vo, cloth, 2x. td. 

Algebra Self-Taught. By W. P. Higgs, M.A., 

D.Sc, LL.D., Assoc Inst C.E., Author of * A Handbook of the Differ- 
ential Calculus,' etc. Second edition, crown 8vo, cloth, 2s, 6d, 

Contents : 

Symbols and the Signs of Operation— 'The Equation and the Unknown Quantity- 
Positive and Negative Quantities — Multiplication— Involution — Exponents — Negative Expo- 
nents — Roots, and the Use of Exponents as Logarithms — Logarithms — ^Tables of Lorarithms 
and Proportionate Parts — Transformation of System of Logarithms — Common IJses of 
Common Logarithms — Compound Multiplication and the Binomial Theorem — Division, 
Fractions, and Ratio— Continued Proportion— The Series and the Summation of the Series- 
Limit of Series — Square and Cube Roots — Equations — List of Formulae, etc 

Spons^ Dictionary of Engineering, Civil, Mechanical, 

Military^ and Naval; with technical terms in French, German, Italian, 
and Spanish, 3100 pp., and nearly 8000 engravings, in super-royal 8vo, 
in 8 divisions, 5/. 8^. Complete in 3 vols., cloth, 5/. 5j. Boimd in a 
superior manner, half-morocco, top edge gilt, 3 vols., 6/. I2J. 
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Canoe and Boat Building: a complete Manual for 

Amateurs, containing plain and comprehensive directions for the con- 
struction of Canoes, Rowing and Sailing Boats, and Hunting Craft. 
By W. P. Stephens. With numerotis illustrations and 24 plates of 
Working Drawings. Crown 8vo, cloth, *js, (>d. 

Cultural Industries for Queensland : Papers on the 

cultivation of useful Plants suited to the climate of Queensland, their 
value as Food, in the Arts, and in Medicine, and methods of obtaining 
their products. By L. A. Bernays, F.L.S., F.R.G.S. 8vo, half calif, 
7j. 6d. The same, in cloth, dr. 

Proceedings of the National Conference of Electricians, 

Philadelphia^ October 8th to 13th, 1884. i8mo, cloth, ^j. 

Dynamo - Electricity ^ its Generation, Application, 

Transmission, Storage, and Measurement By G. B. Prescott. With 
545 illustrations, 8vo, cloth, i/. \s. 

Domestic Electricity for Amateurs. Translated from 

the French of E. Hospitalier, Editor of ** L'Electricien," by C. J. 

Wharton, Assoc. Soc. Tel. Eng. Numerous illustrations. Demy 8vo, 

cloth, 9x. 

Contents : 

I. Production of the Electric Current— 2. Electric Bells — 3. Automatic Alarms — 4. Domestic 
Telephones — 5. Electric Clocks — 6. Electric Lighters — ^. Domestic Electric Lighting— 
8. Domestic Application of die Electric Light— 9. Electric Motors-^ 10. Electrical Locomo- 
tion— xz. Electrotyping, Plating, and Gildmg— xa. Electric Recreations^z3. Various appli- 
cations — ^Workshop of the Electrician. 

Wrinkles in Electric Lighting. By Vincent Stephen. 

With illustrations, i8mo, cloth, 2s, 6d, 

Contents : 

X. The Electric Current and its production by Chemical means — 3. Production of Electric 
Currents by Mechanical mean»— 3. Dynamo*Electric Machines — ^4. Electric Lamps— 
5. Lead— 6. Ship Lighting. 

The Practical Flax Spinner ; being a Description of 

the Growth, Manipulation, and Spinning of Flax and Tow. By Leslie 
C. Marshall, of Belfast. With illustrations, 8vo, cloth, i^s. 

Foundations and Foundation Walls for all classes of 

Buildings, Pile Driving, Building Stones and Bricks, Pier and Wall 
construction. Mortars, Limes, Cements, Concretes, Stuccos, &c. 64 illus* 
trations. By G. T. Powell and F. Bauman. 8vo, cloth, los, 6d, 

The British Jugernath. Free Trade ! Fair Trade ! ! 

Reciprocity !1! and Retaliation !111 By G. L. M. 8vo, sewed. 6</. 
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Manual for Gas Engineering Students. By D. Lee. 

i8mo, doth i/. 

Hydraulic Machinery y Past and Present. A Lecture 

delivered to the London and Suburban Railway Officials' Assodation. 
By H. Adams, Mem. Inst C.E. Folding plate, 8to, sewed, ix. 

Twenty Years with the Indicator, By Thomas Pray, 

Jim., C.E., M.E., Member of the American Society of Civil Engineers. 
2 vob., royal 8vo, cloth, izs, dd. 

Annual Statistical Report of the Secretary to the 

Members of the Iron and Steel Association on the Home and Foreign Iron 
and Steel Industries in i884- Issued March 1885. 8vo, sewed, 5^. 

Bad Drains^ and How to Test them ; with Notes on 

the Ventilation of Sewers, Drains, and Sanitary Fittings, and the Origin 
and Transmission of Zymotic Disease. By R. Harris Reeves. Crown 
8vo, cloth, y, 6d, 

Standard Practical Plumbing; being a complete 

Encyclopaedia for Practical Plumbers and Guide for Architects, Builders, 
Gas Fitters, Hot-water Fitters, Ironmongers, Lead Burners, Sanitary 
Engineers, Zinc Workers, &c. Illustrated by over 2000 engravings. By 
P. J. Davies. Vol. 1, royal 8vo, doth, 7j. (>d. 

Pneumatic Transmission of Messages and Parcels 

between Paris and London^ via Calais and Dover, By J. B. Berlibr, 
C.E. Small folio, sewed, 6^. 

List of Tests {Reagents), arranged in alphabetical 

order, according to the names of the originators. Designed especially 
for the convenient reference of Chemists, Pharmacists, and Scientists. 
By Hans M. Wilder. Crown 8vo, cloth, 4f. 6^/. 

Ten Years Experience in Works of Intermittent 

Downward Filtration. By J. Bailey Denton, Mem. Inst C.E. 
Second edition, with additions. Royal 8vo, sewed, 4;. 

A Treatise on the Manufacture of Soap and CandleSy 

Lubricants and Glycerin, By W. Lant Carpenter, B.A., B.Sc (late 
of Messrs. C. Thomas and Brothers, Bristol). With illustrations. Crown 
8vo, cloth, lor. (>d. 
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The Stability of Ships explained simply, and calculated 

by a new Graphic method. By J. C. Spencb, M.I.N.A. 4to, sewed, 

Steam Makings or Boiler Practice. By Charles A. 

Smith, C.£. 8vo, doth, lor. (td. 

Contents : 
X. The Nature of Heat and the Properties of Steam — 3. Combustion.— 3. Externally Fired 
Stationary Boilers— 4. Internally Fired Stationary Boilers — ^5. Internally Fired Portable 
Locomotive and Marine BoiIers--6. Design, Constructicfti, and Strength of Boilers— 7. Pro- 

Sartions of Heating Surface, Economic Evaporation, Explosions— 8. Miscellaneous Boilers, 
hoice of Boiler Fittings ilnd Appurtenances. 

The Fireman's Guide ; a Handbook on the Care of 

Boilers. By Teknolog, foreningen T. I. Stockholm. Translated from 
the third edition, and revised by Karl P. Dahlstrom, M.£. Second 
edition. Fcap. 8vo, cloth, 2j. 

A Treatise on Modem Steam. Engines and Boilers^ 

including Land Locomotive, and Marine Engines and Boilers, for the 
use of Students. By Frederick Colysr, M. Inst. C.E., Mem. Inst M.E. 
With ^fi plates, 4to, cloth, 25 j. 

COMTBNTS : 

z. Introduction — 2. Original Engines— 3. Boilersr— 4. Hi^h-Pressure Beam Engines-»5. 
Cornish Beam Engines— 6. Horizontal Engines — 7. Oscillating Engines — 8. Vertical High- 
Pressure Engines — 9. Special Engines— zo. Portable Engines — zz. Locomotive Engines^ 
za. Marine Engines. 

Steam Engine Management; a Treatise on the 

Working and Management of Steam Boilers. By F. Colyer, M. Inst 
C.E., Mem. Inst M.E. i8mo, doth, 2s. 

Land Surveying on the Meridian and Perpendicular 

System. By William Penman, C.E. 8vo, cloth, %s. 6d. 

The Topographer^ his Instruments and Methods^ 

designed for the use of Students, A,mateur Photographers, Surveyors, 
Engineers, and all persons interested in the location and construction of 
works based upon Topography. Illustrated with numerous plates^ maps^ 
and engravings. By Lewis M. Haupt, A.M. 8vo, cloth, i&r. 

A Text-Book of Tannings embracing the Preparation 

of all kinds of Leather. By Harry R. Proctor, F.CS., of Low Lights 
Tanneries. Wtth illustrations. Crown 8vo, cloth, lor. dd. 
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A SUPPLEMENT 

TO 

SPONS' DICTIONARY OF ENGINEERING. 

Edited by ERNEST SPON, Mkmb. Soc. Engineers. 



Abacus, Connters, Speed 
Indicators, and Slide 
Rule. 

Agricultural Implements 
and Machinery. 

Air Compressors. 

Animal Charcoal Ma- 
chinery. 

Antimony. 

Axles and Axle-boxes. 

Bam Machinery. 

Belts and Belting. 

Blasting. Boilers. 

Brakes. 

Brick Machinery. 

Bridges. 

Cages for Mines. 

Calculus, Differential and 
Integral. 

Canals. 

Carpentry. 

Cast Iron. 

Cement, Concrete, 
Limes, and Mortar. 

Chimney Shafts. 

Coal Cleansing and 
Washing. 



Coal Mining. 
Coal Cutting Machines. 
Coke Ovens. Copper. 
Docks. Drainage. 
Dredging Machinery. 
D3mamo - Electric and 
Magneto-Electric Ma- 
chines. 
Dynamometers. 
Electrical Engineering, 
Telegraphy, Electric 
Lighting and its prac- 
ticaldetails,Telephones 
Engines, Varieties of. 
Explosives. Fans. 
Founding, Moulding and 
the practical work of 
the Foundry. 
Gas, Manufacture of. 
Hammers, Steam and 

other Power. 
Heat Horse Power. 
Hydraulics. 
Hydro-geology. 
Indicators. Iron. 
Lifts, Hoists, and Eleva- 
tors. 



Lighthouses, Buoys, and 

Beacons. 
Machine Tools. 
Materials of Construc- 
tion. 

Meters. 

Ores, Machinery and 
Processes employed to 
Dress. 

Piers. 

Pile Driving. 

Pneumatic Transmis- 
sion. 

Pumps. 

Pyrometers. 

Road Locomotives. 

Rock Drills. 

Rolling Stock. 

Sanitary Engineering. 

Shafting. 

SteeL 

Steam Navvy. 

Stone Machinery. 

Tramways. 

Well Sinking. 
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WUh nearly 1500 illustrations, in super-royal 8vo, in 5 Divisions, cloth. 
Divisions I to 4, I3J'. dd, each ; Division 5, 17J. 6^. ; or 2 vols., cloth, ;^3 I or. 

SPONS' ENCYCLOPAEDIA 
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INDUSTRIAL ARTS, MANUFACTURES, AND COMMERCIAL 

PRODUCTS. 

Edited by C. G. WARNFORD LOCK, F.L.S. 

Among the more important of the subjects treated of, are the 
following :— 



Acids, 207 pp. 220 figs. 
Alcohol, 23 pp. 16 figs. 
Alcoholic Liquors, 13 pp. 
Alkalies, 89 pp. 78 figs. 
Alloys. Alum. 

Asphalt Assaying. 
Beverages, 89 pp. 29 figs. 
Blacks. 

Bleaching Powder, 15 pp. 
Bleaching, 51 pp. 48 figs. 
Candles, 18 pp. 9 figs. 
Carbon Bisulphide. 
Celluloid, 9 pp. 
Cements. Clay. 
Coal-tar Products, 44 pp. 

14 figs. 
Cocoa, 8 pp. 
Coffee, 32 pp. 13 figs. 
Cork, 8 pp. 17 figs. 
Cotton Manufactures, 62 

PP- 57 figs. 
I>nigs, 38 pp. 
Dyeing and Calico 

Printing, 28 pp. 9 figs. 
DyestufTs, 16 pp. 
Electro-Metallurgy, 13 

pp. 
Explosives, 22 pp. 33 figs. 
Feathers. 
Fibrous Substances,^ 92 

pp. 79 figs. 
Floor-cloth, 16 pp. 21 

figs. 
Food Preservation, 8 pp. 
Fruit, 8 pp. 



Fur, 5 pp. 

Gas, Coal, 8 pp. 

Gems. 

Glass, 45 pp. 77 figs. 

Graphite, 7 pp. 

Hair, 7 pp. 

Hair Manufactures. 

Hats, 26 pp. 26 figs. 

Honey. Hops. 

Horn. 

Ice, 10 pp. 14 figs. 

Indiarubber Manufac- 
tures, 23 pp. 17 figs. 

Ink, 17 pp. 

Ivory. 

Jute Manufactures, 1 1 
pp., II figs. 

Knitted Fabrics — 
Hosiery, 15 pp. 13 figs. 

Lace, 13 pp. 9 figs. 

Leather, 20 pp. 31 figs. 

Linen Manufactures, 16 
pp. 6 figs. 

Manures, 21 pp. 30 figs. 

Matches, 17 pp. 38 figs. 

Mordants, 13 pp. 

Narcotics, 47 pp. 

Nuts, 10 pp. 

Oils and Fatty Sub- 
stances, 125 pp. 

Paint 

Paper, 26 pp. 23 figs. 

Paraffin, 8 pp. 6 figs. 

Pearl and Coral, 8 pp. 

Perfumes, 10 pp. 



Photography, 13 pp. 20 

figs. 
Pigments, 9 pp. 6 figs. 
Pottery, 46 pp. 57 figs. 
Printing and Engraving, 

20 pp. 8 figs. 
Rags. 
Resinous and Gummy 

Substances, 75 pp. 16 

figs. 
Rope, 16 pp. 17 figs. 
Salt, 31 pp. 23 figs. 
Silk, 8 pp. 
Silk Manufactures, 9 pp. 

II figs. 
Skins, 5 pp. 
Small Wares, 4 pp. 
Soap and Glycerine, 39 

pp. 45 figs. 
Spices, 16 pp. 
Sponge, 5 pp. 
Starch, 9 pp. 10 figs. 
Sugar, 155 pp. 134 

figs. 
Sulphur. 
Tannin, 18 pp. 
Tea, 12 pp. 
Timber, 13 pp. 
Varnish, 15 pp. 
Vinegar, 5 pp. 
Wax, 5 pp. 
Wool, 2 pp. 
Woollen Manufactures, 

58 pp. 39 figs. 
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Crown 8vo, doth, with illustrations, 51. 

WORKSHOP RFXEIPTS, 

FIRST SERIES. 

Bv ERNEST SPON. 



Bookbinding. 

Bronzes and Bronzing. 

Candles. 

Cement 

Cleaning. 

Colourwashing. 

Concretes. 

Dipping Acids. 

Drawing Office Details. 

Drying Oils. 

Dynamite. 

Electro - Metallurgy — 
(Cleaning, Dipping, 
Scratch-bnishing, Bat- 
teries, Baths, and 
Deposits of every 
description). 

Enamels. 

Engraving on Wood, 
Copper, Gold, Silver, 
Steed, and Stone. 

Etching and Aqua Tint. 

Firework Making — 
(Rockets, Stars, Rains, 
Gerbes, Jets, Tour- 
billons, Candles, Fires, 
Lances,Lights,Wheels, 
Fire-balloons, and 
minor Fireworks). 

Fluxes. 

Foundry Mixtures. 



Synopsis of Contents, 

Freezing. 

Fulminates. 

Furniture Creams, Oils, 
Polishes, Lacquers, 
and Pastes. 

Gilding. 

Glass Cutting, Cleaning, 
Frosting;, Drilling, 
Darkenmg, Bending, 
Staining, and Paint- 
ing. 

Glass Making. 

Glues. 

Gold. 

Graining. 

Gums. 

Gun Cotton. 

Gunpowder. 

Horn Working. 

Indiarubber. 

Japans, Japanning, and 
kindred processes. 

Lacquers. 

Lathing. 

Lubricants. 

Marble Working. 

Matches. 

Mortars. 

Nitro-Glycerine. 

Oils. 



Paper. 

Paper Hanging. 

Painting in Oils, in Water 
Colours, as well as 
Fresco, House, Trans- 
parency, Sign, and 
Carriage Painting. 

Photography. 

Plastering. 

Polishes. 

Pottery— (Clays, Bodies, 
Glazes, Colours, Oils, 
Stains, Fluxes, Ena- 
mels, and Lustres). 

Scouring. 

Silvering. 

Soap. 

Solders. 

Tanning. 

Taxidermy. 

Tempering Metals. 

Treating Horn, Mother- 
o*-Pearl, and like sub- 
stances. 

Varnishes, Manu^ture 
and Use of. 

Veneering. 

Washing. 

Waterproofing. 

Welding. 



Besides Receipts relating to the lesser Technological matters and processes, 
such as the manufacture and use of Stencil Plates, Blacking, Crayons, Paste, 
Putty, Wax, Size, Alloys, Catgut, Tunbridge Ware, Picture Frame and 
Architectural Mouldings, Compos, Cameos, and others too numerous to 
mention. 
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Crown 8vo, cloth, 485 pages, with illustrations, Ss. 

WORKSHOP RECEIPTS. 

SECOND SERIES. 

By ROBERT HALDANE. 



Acidimetry and Alkali- 
metry, 
Albumen. 
Alcohol. 
Alkaloids. 
Baking-powders. 
Bitters. 
Bleaching. 
Boiler Incrustations. 
Cements and Lutes. 
Cleansing. 
Confectionery. 
Copying. 



Synopsis of Contents. 

Disinfectants. 

Dyeing, Staining, and 

Colouring. 
Essences. 
Extracts. 
Fireproofing. 
Gelatine, Glue, and Size. 
Glycerine. 
Gut. 

Hydrogen peroxide. 
Ink. 
Iodine. 
Iodoform. 



Isinglass. 

Ivory substitutes. 

Leadier. 

Luminous bodies. 

Magnesia. 

Matches. 

Paper. 

Parchment. 

Perchloric acid. 

Potassium oxalate. 

Preserving. 



Pigments, Paint, and Painting: embracing the preparation of 
Pigments, including alumina lakes, blacks (animal, bone, Frankfort, ivory, 
lamp, sight, soot), blues (antimony, Antwerp, cobalt, cseruleum, Egjrptian, 
manganate, Paris, P^ligot, Prussian, smalt, ultramarine), browns (bistre, 
hinau, sepia, sienna, umber, Vandyke), greens (baryta, Brighton, Brunswick, 
chrome, cobalt, Douglas, emerald, manganese, mitis, moimtain, Prussian, 
sap, Scheele*s, Schweinfurth, titanium, verdigris, zinc), reds (Brazilwood lake, 
carminated lake, carmine, Cassius purple, cobalt pink, cochineal lake, colco- 
thar, Indian red, madder lake, red chalk, red lead, vermilion), whites (alum, 
baryta, Chinese, lead sulphate, white lead — ^by American, Dutch, French, 
German, Kremnitz, and Pattinson processes, precautions in making, and 
composition of commercial samples — whiting, Wilkinson's white, zinc white), 
yellows (chrome, gamboge, Naples, orpiment, realgar, yellow lakes) ; Paint 
(vehicles, testing oils, driers, grindiijig, storing, applying, priming, drying, 
filling, coats, brushes, surface, water-colours, removing smell, discoloration ; 
miscellaneous paints — cement paint for carton-pierre, copper paint, gold paint, 
iron paint, lime paints, silicated paints, steatite paint, transparent paints, 
tungsten paints, window paint, zinc paints) ; Painting (general instructions, 
proportions of ingredients, measuring paint work ; carriage painting — priming 
paint, best putty, finishing colour, cause of cracking, mixing the paints, oils, 
driers, and colours, varnishing, importance of washing vehicles, re-vamishing, 
how to dry paint ; woodwork painting). 
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Crown 8vo, cloth, 480 pages, with 183 illustrations, 51. 

WORKSHOP RECEIPTS, 

THIRD SERIES. 

By C. G. WARNFORD LOCK. 

tTniform with the First and Second Series. 

Synopsis of Contents. 



Alloys. 


Indium. 


Rubidium. 


Aluminium. 


Iridium. 


Ruthenium. 


Antimony. 


Iron and Steel. 


Selenium. 


Barium. 


Lacquers and Lacquering. 


Silver. 


Beryllium. 


Lanthanum. 


Slag. 


Bismuth. 


Lead. 


Sodium. 


Cadmium. 


Lithium. 


Strontium. 


Caesium. 


Lubricants. 


Tantalum. 


Calcium. 


Magnesium. 


Terbium. 


Cerium. 


Manganese. 


Thallium. 


Chromium. 


Mercury. 


Thorium. 


Cobalt 


Mica. 


Tin. 


Copper. 


Molybdenum. 


Titanium. 


Didymium. 


Nickel 


Tungsten. 


Electrics. 


Niobium. 


Uranium. 


Enamels and Glazes. 


Osmium. 


-Vanadium. 


Erbium. 


Palladium. 


Yttrium. 


Gallium. 


Platinum. 


Zinc. 


Glass. 


Potassium. 


Zirconium. 


Gold. 


Rhodium. 
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WORKSHOP RECEIPTS, 

FOURTH SERIES, 

DEVOTED MAINLY TO HANDICRAFTS & MECHANICAL SDBJECTS. 
By C G. WARNFORD LOCK. 

250 BlnstratioiUi with Ck>mpl6te Index, and a General Index to the 

Four Series, 5s. 



Waterproofing — rubber goods, cuprammonium processes, miscellaneous 
preparations. 

Packing and Storing articles of delicate odour or colour, of a deliquescent 
character, liable to ignition, apt to suffer from insects or damp, or easily 
broken. 

Embalming and Preserving anatomical specimens. 

Leather Polishes. 

Cooling Air and Water, producing low temperatures, making ice, cooling 
syrups and solutions, and separating salts from liquors by refrigeration. 

Pumps and Siphons, embracing every useful contrivance for raising and 
supplying water on a moderate scale, and moving corrosive, tenacious, 
and other liquids. 

De8iccating---air- and water-ovens, and other appliances for drying natural 
and artificial products. 

Distilling — water, tinctures, extracts, pharmaceutical preparations, essences, 
perfumes, and alcoholic liquids. 

Emulsifying as required by pharmacists and photographers. 

Evaporating — saline and other solutions, and liquids demanding special 
precautions. 

Filtering — water, and solutions of various kinds. 

Percolating and Macerating. 

Electrotyping. 

Stereotyping by both plaster and paper processes. 

Bookbinding in all its details. 

Straw Plaiting and the fabrication of baskets, matting, etc 

Musical Instruments — the preservation, tuning, and repair of pianos, 
harmoniums, musical boxes, etc. 

Clock and Watch Mending — ^adapted for intelligent amateurs. 

Photography — recent development in rapid processes, handy apparatus, 
numerous recipes for sensitizing and developing solutions, and applica* 
tions to modern illustrative purposes. 
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In demy Svo, doth, 600 pages, and 1420 Illustrations, 6s, 

8P0NS' 

MECHANICS' OWN BOOK; 

A MANUAL FOR HANDICRAFTSMEN AND AMATEURS. 



Contents. 

Mechanical Drawing — Casting and Founding in Iron, Brass, Bronze, 
and other Alloys — Forging and Finishing Iron— Sheetmetal Working 
— Soldering, Brazing, and Burning — Carpentry and Joinery, embracing 
descriptions of some 400 Woods, over 200 Illustrations of Tools and 
their uses. Explanations (with Diagrams) of 116 joints and hinges, and 
Details of Construction of Workshop appliances, rough furniture. 
Garden and Yard Erections, and House Building — Cabinet-Making 
and Veneering — Carving and Fretcutting — Upholstery — Painting, 
Graining, and Marbling — Staining Furniture, Woods, Floors, and 
Fittings — Gilding, dead and bright, on various grounds — Polishing 
Marble, Metals, and Wood — Varnishing — Mechanical movements, 
illustrating contrivances for transmitting motion — Turning in Wood 
and Metals — Masonry, embracing Stonework, Brickwork, Terracotta, 
and Concrete — Roofing with Thatch, Tiles, Slates, Felt, Zinc, &c. — 
Glazing with and without putty, and lead glazing — Plastering and 
Whitewashing — Paper-hanging— Gas-fitting — Bell-hanging, ordinary 
and electric Systems — Lighting — Warming — Ventilating — Roads, 
Pavements, and Bridges — Hedges, Ditches, and Drains — Water 
Supply and Sanitation —Hints on House Construction suited to new 
countries. 

London : E. & F. N. SPON, 126, Strand. 

New Tork : 35, Murray Street. 
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